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CH^^PTKR I 

• • 

Watt!V- wheel Generators 

Types; frequency and number of phases; voltage. 

1 . T^pes. — Ggierators to be driven by hydraulic turbines include 
a variety of constructional forms, ranging from the simple open- or engine- 
type machine, which is often applicable to the smallest units, to constructions 
approaching that of steam-turbine driven alternators, which are necessar> 
for the largest high-speed machines. The general difficulties in the design 
of the larger sets mav be di\ided into electricat and mechanical. Tjje 
electrical difficulties arise from the extremely largjj outputs commoply re- 
quired in a single unit, running at the high speed characteristic of the water 
turbine. At normal frequencies this represents a very la^ge output per 
pole; the cooling surfaces are therefore small in comparison with the volume 
of active material and the amount of heat liberated therein; and ’efficient 
ventilation can only be obtained by a carefully arranged system of forced 
draught.^ Mechanically, a serious problem arises from the lgrge*Tise of 
speed jn the event of the governor gear failing to respond to a sudden 
removal of the load. While the dimensions of die machine must be liuffi- 
<#bnt to give t^le rated output at the norma^^peed, the rotor must be gapable 
of carrying from three to four tinies the normal rotational forces, with an 
adequate margin of safety. 

Atithe present time, almost universally, the energy is g^erated as alter- 
nating current, on account of the simplicity and Reliability obtained with a* 
moderate generating pressure, which is readily transformed to *ffe Tiiglfcst 
pressures which may be required for economical transmission. Occasionally, 
however, ,the advantages of high-tension direct-current traiftmission may 
outweigh •the •essential difficulties of ite generation. This question is 
discussed, in connection with the Tmny system of transmission, in 
Chap. XI, p. 247, 

VOL. II. ^ 
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Of alternating-curr«nt genyatqrs there are Ihe synchromm and tlie 
asynchronous (fnduction) types. In recenPyealB the latter have conie^nto 
.ijyactical t^e, esp^ially for automatic station*, on account of their tobuatness 
*of construiftion a^d simplicity in ogeration. The constructionjuiS properties 
^f the asyhfhronoiil generator are described id Chap. IV. T^e earlier 
synchronous alternates were frequently built of the “ inductor ” type. 
Both*armaltire and eliciting windings were sUtitjpary, an^J the oaly revolving 
part consisted «f a salid steel wheel with projecting lugs dt poles.* Such 
an arrangement was manifestl}- suited to the high peripheral velocities and 
“ run-away ” .speeds of water-wheel practice; but experience has Aown that 
these advantages were less important than those of the salient-pole revolvitig- 
/ie/(/ ^tvpw with which, therefore, the succeeding .sections will be almost 
entirely concerned. % • 

Two principal arranecnients of the itencratinq unit may be distinguished; 
namelv, the “ vertical-sliaft ” and the* “ horizontal-shaft ” types. The 
former is adopted most frequenth* witli the lo>4-heacf reaction turt'iine, the 
latter with the hieh-head impulse tnij^ine of Felton wheel; but these con- 
ditions are sometimes reversed. 'Fhe smaller generators are more econo- 
mically built for a Imrizontal shaft^since this allows of the simplest scheme 
of \'entilation and often enables a standard engine-t\pe machine to be used. 
In larger sizes, also, the horizontal type will be prele#able when an addi- 
tional flv- wheel has to be added, sin(\‘ such extra weight cannot *so con- 
veniently be carried on the thrust bearing and bearing supports of the 
'vertical type. The very important considerations ol floor-space are dealt 
\vi\:h later. In the great majority of cases, the choice of the horizontal or 
tkc vertical type will depend upon hydraulic considerations. 

In* the older^ generafting plants, where the units were of small output, 
a moderately high speed horizontal-shaft generator was often driven a 
low speed verfecal-shaft turbine, through bevel gearing. 'Fhis w'as a satis- 
factory arrangement, and one wdiich may still he adopted with advantage 
in special circumstances calling for small low-head units Tlic generators 
•are of the sinj|fle “ open ” type, and need no special conditions. 

2. 'Fretjuency and Number of Phases.— The question otth^most 
desirable fiequcncy for an ^electrical power supply is one which has biien dis- 
cussed repeatedl}' and at great length; Snd it is here possible only to summarize 
the rrfore important considerations. Fyrtunately, the practfeal problem's 
simplified by the fact that in most countries two frequencies — a higli and a 
low' frequency*— have become recognized as standard. In the United States 
and Canada, etther 6o or 25 cycles per second is now almost imiifbrsally 
ac^optQd;^on the CoetineRt, 50, 16T and 15; in Great Britain and in South 
America, ^0 and 25 cycles per second. Generally, it may be said^that the 
high frequen^^ is the more suitable for lighting purposes, the low frequency 
for the transmission of power. In the utilization of the power, however, 
wTile the lower frequency is preferable when synchronous* converters are 

* For a defiled discuss'on of the mdlictor alternator, see Hawkins and Wallis, The Dynamo^ 
5th ed., Chap XXIV, §6 
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^0 be used for translortdatibn to direct current (on acpounf ot the greater 
di^ance then obtained betyeei^conseAitivt brush-Srms on ^e commutator), 
the higher frequency has a distinct advantage when induction. naotofs are^ 
to' he\tsed, since a greater number of speeds within the iJseful r^ge are theft 
possible, llip speed of a synchronous inachine havii^ ^ pairs ^(JF pojes, 
working on a system of frequency / cycles per second is gkefl by: « = 6o 
flp revolu^ons per minute. Thus, ignoring 2-pole machine^ as bqjng of 
special and e?apensive construction, the available motbr speeds above about 
300 retojptions per minute afe (allowing about 4 per cent slip): 

• 0 
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Except with frequencies below cycles per second, the hmitiition of the 
speeds available for the generator itself is not serious. When it is required 
to change from a low to a high frequency, or vice versa, by means of a syn- 
chronous motor-generator set, as where both lighting and power sendees 
are required, the system with 60 and 25 cycles per second allows only of a 
speed of 300 revolutions per minute, the tw'o coupled machines having 10 
i^yd 24 poles. Bv the use of an induction motor #ith a suitable slip* coupled 
to a synchronous alternator, several other speeds will be found possible. 

As regards the generator itself, lor a given speed, a^low^er frequency 
involves fewer poles, and therefore a greater output per pole. Owing to the 
greater mass of active material per pole, the efficiency of cooling is impairtid; 
and low -frequency machines are therefore heavier and mort? expensive th'kn 
high-frequency machines of similar output. The coils of both stator and 
rotor are larger on the low -frequency generators; ^he short-circuit forces 
-•are greater;, and the effective clamping ©f the windings is more diThcult. 
Similar remarks apply also to •the trai^sformers; at low^ frequencies th» . 
w'eight of the core is greater, and the conditions on sudden sho«t-cir^it 
mo;^e severe. These difficulties can, however, be effectively met; and arj^ 
usually unimportant in comparison wdth the advantages of a Iovt frequeng/ 
in re(]ucing the charging current and pressure-dtop in the transi«ii^ion#line, 
and thereby increasing its current-carrying capacity. * For alternating-^ 
current railway work the lowest frequencies are essential# 

. ■ As iegards the number' of phases, there is little freedom of choice, the 
question being largely determined by t\e nature of the load to be supplied.. 
Single-phase supply, although offering some advantage in simplicity of equiph 
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ment, involves increased^ losses in tl^e generators, ^adciitional complicatiorf 

of ijjie rotatii^^g^. element (see p. ^9, damping wu^dings), and generally l^ss 
reliable performance. This system is onlv u|ed when absolutely essential,. 
^ for direc^supply^o alternating-current railways using commutator motors. 

Of^the 'polyph&se^ systems, the ' three-phase is preferable ^to the two- 
phase for general pow^- purposes, since the plant is more fully standardized 
and th^refor^ cheaper. Moreover, where a single-phase load (as fpr lighting) 
has also to be t^ken Tj^om the polyphase mains, a three-phase system is 
less liable than the two-phase to become seriously unbalanced, resulting 
in extra heating of the generators. On two-phase circuits^ unless 
solely applied to polyphase motors, a possible difference of 25 per cent 
^between the currents of the two phases should be anticipated; and suitable 
provisiT^n should be made i^ the generators to meet this condition without 
injurious heating. Rotary converters are Smaller, more efficient, and give 
much better commutation on three-phase than on two-ph&se systems. When 
the energy is to be converted to direot current within the generating station, 
six-phase generators and converters are still more advantageous^ 

3 . Voltage.— For distribution within a short radius of the power 
house, the voltage of generation and transmission will be the same as that 
required for the supply to consumers; but for transmission to greater dis- • 
tances, for which the energy is transformed to extra higfi tension, there is 
a wide choice of the voltage of generation. An unduly low voltage involves 
heavy and expensive bus-bars and switch-gear; and in large units offers 
difficulty in the construction of the low-tension windings of the transformers 
and the stator windings of the generators. A very high voltage, on the other 
hand, requires a winding with many wires in series per slot; a greater thick- 
ness of insulation resulting in a hotter and mechanically weaker winding; 
and generally reduced reliability. The loss of space in insulation also i^y?' 
creases the size and initial cost of the machine. 

From the point of view of the robust and efficient construction of the 
generator, it is desirable to have two conductors per slot (see p. (^^^diamond- 
eViJ windings)] and the stator current should then vary from 300 or 350- 
amperes in the smallest machines, to 800 or 1000 amperes in the largest. » It 
may thence be readily deduced that the most suitable voltage of gener^yiion, 
when^not otherwise restricAd, should 4’ary — for a three-phase machine — 
approxirpately as follows: 

. c 

^ c Qutput .. 200 500 1000 2000 5000 10,000 15,000 kw. 

Pressure .. 450 900 1500 2500 5000 9,000 11,000 volts. 

• ■ I ^ 

The (power t factor is here assumed to be o-8, and the voltages given are the 
interlinked line pressure (i.e. V 3 times the phase pressure between line and 
neutral point). cFor two-phase machines, the phase pressure should be about 

or 0-87 times the abov^ values.^ 

• There may* of course, be cases in which a local supply of power is required,. 
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fn addition to the mam tixtra-high-ten^on system; ^nd the generator voltage 
mq^ be determined by ^lequirements. Where rotary# y)nverters^ are 
installed within the power s^tion, for the bulk supply of dired current, 
geherators' of moderate power may be wound to give nece^ary voltage 
direct; but with very large outputs this is usually im;»ossible, «tving, to tbe 
large number pf conductors in parallel that is required, and fhe complication 
involved ii| preventing excessive circulating currents between ithese. • 

CHAPTER II 
Electricijl Chara^tt^istics 

Open-circuit characteristic; short-cii^uit characteristic; sudden short- 
circuit} inherenU t^gijation; fly-wheel effect; parallel working; 
wave-form. • 

1 . The electrical performance of a*synchronous alternator in respect of 
regulation on load, may be expressed, with sufficient accuracy for practical 
purposes, in terms laf its characteristics on open-circuit and on short-circuit. 
Under these two conditions the power output of the machine is zero; and 
the two characteristics are therefore conveniently and economically deter- 
mined by tests on the actual machine. In the course of design they form, 
likewise, the simplest cases for calculation. In .the following sections* the 
general significance of these two characteristics, and their determination^by 
tests, will be considered. Methods of calculatioi^ from «.he dimensions of» 
tlT^ machine are naturally of too specialized a nature to permit of useful 
treatment in the space here available; but references are given to standard 
works w'here the various questions are thoroughly discussed. 

2. Op^n-circuit Characteristic— The “open-circuit” or “ mag^ 
netization ” curve represents the relation between the excitifig current arfd 
the ternfcinal voltage, when the machine is run at normal speed and is deliver- 
ing rio external current, i.e. with all terminals oopeiycircuited. The form 
of this curve jdepends upon the magnitude pf the flux required to induc*e any 
given, voltage, as determined by the number and arrangement of the stator* 
conductors; and upon the number of ampere-turns required upon tlje fiekl-* 
magnet to produce such a flux, this involving the dimensions an^ materials,^ 
of tht various parts of the magnetic circuit. 

The active flux is given by the expression 

• 

Ep* = 4'44 *kT^1^/ X 10 - (i) 

• 

in which«E^* denotes the phase pressureyin volts, T the number of turns per 
phase in series, / the frequency in cycles per setond, 'h the active flux per 
pole in megalines (i.e. millions of c.g.s. lines), and k,„ is a “ \vi»ding factor * 
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• .*C 

depending upon the arijgngement the stator . wfhoing.’’*' This factor 
the^-product pfctwo components:* the distrikutioi^ factor, involving the aijgle 
occupied ‘by the coil-sides of one phase in eaclj pole; and the coil-span factor, 
depending ,^pon tfee, average span of the coils as compared wi^ the full 
pole-pitch/* If s demote the fraction: slot-pitcheJs covered by phase-band 
slot-pitches ^er port, then the distribution factor is 

sin Sir, 

> 

Sir 

while the coil-spkn factor is given by 

. TT /slot-pitches spanned by mean coil 

2 \ slot-pitches per pole 

( 

For numerical values of these expressions, see Art. 8, p. 22. 

The flux has to pass through the air-^'ap, the stator*teeth, and the stator 



core. The flux in the poles and yoke of the field magnet is lo tp 2 a>per 
cent greater, on account of flux leaking between the adjacent poles wjithout 
entering the arma^uret Tfie ampere-torns required to produce the flux in 
the air-igap is, in any bne machine, proportional to the mag'nitude of th£ 
cflux; and if no excitation were required for the remainder of the magnetic 
circuit, ‘*thi relationship of terminal volts to exciting current would therefore 
rbe shown by a ^^raight line, OA (fig. i), which is consequently termed the 
* air line*”. The effect o( the reluctance of the iron parts of the circuit is 
to add to 1;ke necessary excitation an amount which, above a certain point, 
increases rapidly with ;he voltage induced; thus, the open-circuit curve 
bends over as shown by the line OB. The actual shape of the curve depends 

* For more detailed information, and in(>pecial circumstances, see S. P. Smith and R. S. H. 
.Boulding, “ The Shape of the Pressure Wave in Alternating-current Machinery Journal 
1 . E. E., Vol. IKTI, pp. 214-9 
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upon th^ magnetic dan^tielSn the various iron* parts of the circuit;* and, 
together with the height of the working vojf^ge OD»relat!vely to the bend of 
the* curve, determines the ^ariafion of voltage produced by %%iven ch^ige 
in excitation. ♦ • • • 

The possible densities of the flux in the laminated parts, ^hich carry 
an alternating flux, are strictly limited by considerations of thb losses anfl 
heating produced; the stator core a^d teeth, therefore, usually contribute 
only in a iftinor decree to :he bending of the open-cifcuit curfe, except in 
25-cycle and still lower frequency machines. The shape is^ due principally 
to magn^ic saturation of the poles and of the magnet wheel or yoke, although 
the latter has often to be designed from quite other points *of view. 

In making an open-circuit test, the machine is run at the normal speedy 
where that is convenient, and the voltage at the terminals, corresponding to ^ 
a range of values ^f the exciting,current, is meaitired. The readings should 
be carried to about twice the excitation OC at which normal voltage is attained. 
The voltage can be njeasured either between lines (when the phases are inter- 
linked a*t a rteutral poiqj:) ,• or across one phase (between line and neutral)^ 
as may best suit the instruments available; but it is always advisable, on a 
salient-pole machine, to check the ratio of phase volts to line volts at a low 
4)oint on the curve, and again at on« of the highest points. It is seen 
from equation (i), that the test can equally well be made at any lower 
known, speed and frequency, and the measured pressure increased propor- 
tionately to correspond with normal speed. This is often convenient when 
the power required to drive the machine at the highest voltage is greater 
than can be supplied, as in testing at the makers’ work; or where the firtl 
voltage would exceed the range of the testing instruments available. * 

3. Short-circuit Characteristic. — The '‘short-circuit line” shows 
the relation between the exciting current and the ipmatur^ current when th^ 
machine is run with its terminals short-circuited. Under such conditions 
the passage of the stator current absorbs a small pressure^epresenting the 
resistance and leakage reactance of the stator winding. The resistance 
includes ti>e effective increase due to eddy currents in the conductors, or ' 
otherwise associated with the winding, and may be lo to 20 per cent greater 
than the resistance measured by direct current. The leakage reactance is 
due to flux surrounding and linked wnth the conductors, both in the slots 
^nd in the oj^erhang or end connections. ^ Its magnitude* depends upiTn the 
length of the conductors, the nu«nber of •conductors assembled in a groups 
and the disposition of the several groups. The reactance is difflcult to e§ti« 
mate theoretically, and can only be obtained satisfactorily Trom •test results 
on other machines of similar constructional arrangement. Tlje inducecC 
pressure required to overcome the reactance drop at full-load^ C^rrejit is 
usually expressed as a fraction of the normal voltage; tlris rafio represents# 
also the relation which the leakage flux, at full-load current, bears to the 
main fl\^ at normal voltage. As an approximate rule, this fraction may be 
taken as 10 to 15 per cent; it is thus 5V0 10 tiijies as great as the pressure* 
* See Hpwkins and Wallis, Fhe Dynamo, 5th ed., Chap. XV. 
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drop duS to ret'.istJnce; and^he latter may be igribred in connection'with th» 

short-circuit characteristic. c * ^ 

sljort-^iVcuit, then, there must exist in the stator core a flux equal to 
the leakage flux, and to produce this an exciting current OF (fig. i)^ must be 
supplied, ^t the £afne time, the current-carrying conductors of®the armature 
eiercisfe a demagnetiJl^g effect upon the magnetic circuit — the true armature 
reaction. The effective value of this ireaction is givTn, in ampere-turns, by 

r - -1^ T 

Fi — 7 “ ‘> 

V2 7r“ 

where g denotes the number of slots per pole per phase, u the number of 
conductors in series per slot, and I the current in each conductor; whereas 
the effvctive value of an exciting current on the field n^agnet is 

Fj = i sin ^ v< T X I,., - 

" « I 

« 4 

in which B denotes the rkio of pole-width to pole-pitch, and T the number 
of turns per pole on the field-magnet. Hence, to neutralize the armature 
reaction, the field-coils must carry .the additional excitation 

T „ 9 ^^ 

' ” • o ^ T 
sin 8 - 

2 

^^hich is represented by FG. The total current, OG, then gives the actual 
excitation required to produce full-load current OH on short-circuit. Since 
the* resultant flux is small, there is little saturation of the magnetic circuit; 
hence, both the Ivakage Reactance and the true armature reaction are pro- 
portional to the stator current, and the short-circuit characteristic is a straigfit 
line OJ. If, at high values of the current, the leakage paths become somewhat 
saturated, the short-circuit line bends slightly upwards; while if saturation 
9f the main magnetic circuit commences, the line bends slightly (Jownwards. 

* In making the test, each phase may be individually short-circuited^ or 
the several phases may be connected in “ star ” and the terminal^ short- 
circuited through current transformers^ while a set of readings of corres- 
ponding stator ancl rotor currents is taken. It is clear that,, the leakage^, 
.reactance voltage is proportional Hj the frequency (or speed), as also ts the 
Y)rfssur^ induced by the excitation CD; hence, it is quite unnecessary that 
the machin^ be run at normal speed, or, in fact, that any reading of the speed 
le taken. * ^ 

SdKjden Short-circuit. — The conditions obtaining when a machine 
running at full voltage, either on load or on open-circuit, is suddenly*short- 
circuited near ^s terminals, are entirely different from the conditions of 
steady short-circuit (Art. 3), in which the main flux is greatly limited by 
armature reaction. For, a^ the ins(ant of a sudden short-circuit, there is 
ifi the magnetic circuit a large flux corresponding to the full voltage; and 
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although a large denfe^eifzing action be instantly prodiicel, the flux can 
diminish only comparatively sloyly, being ^ustainea by larger e^dy-curr^ts, 
set up by its slow diminution, in all solid metal parts of the magftet wheel 
and in the exciting circuit.^ Immediately after shojl^circuitf^ therefore^ 
the alternatirf^ current ris^s to such a Value that the^hole of. the pormal 
induced pressure is absorbed by the leakage reactanc 4 that*is,*to the value 
OH X OC/OE; or 

* full-load current x 100 per ccr^ * 
percentage reactance 




• As energy, is absorbed by the eddy currents, the main field gradually 
dimini^lies under the demagnetizftig effect of the armature reaction, and 
with it the stator current; until, after a period of several seconds* tlfe con- 
ditions of steady short-circuit obtain. These phenomena ^rc illustrated in 
fig. 2 {a)y for the case when short-circuit occurs at the instant of fhaximum* 
voltage,^ so that current and voltage have initially the pjiase fdafionship 
appropriate to an inductive circuit. If, however, the circuit is closed when 
the voltage is zero, there is superposed upon the alternating Current a uni- 
directional current of the same amplitude, in order to fulfil the con- 
dition of zero current at the instant of short-cilfcuit (see fig. 2 (^>)). The 
unidirectional component gradually subsides as energy is absc^rbed in the 
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passage of thdP current through the stator windli%s> sft that while tiie alterr 
natjng comp^r^nt dimiiTishes as«in ftg. 2 (^), the curve gradually becomes 
symmetrical about the time axis. It is of the greatest importance, therefore^ 
In describii|g the performance of a machine oTi sudden short-circwit, to state 
\^hich of tn^ case? 6k and h is considered; and which ordinate of the curve 
is referred \o,n Th^ simplest basis for comparison is to state the root- 
meaiysquar^ value of the first half-w^ve in the symmetrical condition, fig. 
2 {a)\ namely, that given by the formula above! The n^axipiurfi amplitude 
is s/ 2 times the value so expressed. The greatest possible instantaneous 
current — the amplitude of the first half-wave in the unsymmetrical condition, 
fig. 2 {b ) — is twice as great; but the root-niean-^quare values clearly do 
not bear this simple relationship, and in the latter case art of little 
practical significance. ^ 

The actual performance of a machine' in this respect can be obtained 
from a calibrated oscillogram of the current at the instant of short-circuit; 
but there is much practical difficulty in synchronizirg the closing of the 
switch with the operation of the oscillograph oamert. It is usually sufficient, 
from the practical point of view, to confirm that no damage to the generator 
windings results from such stiort-circuit, repeated several times to give 
greater probability of obtaining a case of maximum dissymmetry. Every 
generator should withstand this test without the slightest trace of movement 
or of injury to the coils. The test is mgde on open circuit, and the terminal 
voltage should be raised so far above the normal pressure as to obtain the 
^ame flux in the core as under full-load conditions (see Art. 5). 

tif under the conditions of operation there is a possibility of a generator 
being accidentally paralleled with the wTong polarity, on to bus-bars on which 
many other machines are^ already working, the momentary currents produced 
may reach practWlly twice the values already considered. It is doub^ul 
whether any construction of the windings can be depended upon to with- 
stand the sevefe stresses then occurring; and where such conditions are to 
be expected, the reactance the generating unit should be at least doubled^ 
'by means of an air-core choking-coil permanently connected ifi series with 
the stator wynSing. , 

In the specification of machinery', it is preferable to allow the manu- 
facturer some laxitude in'" design, rather than to restrict the short-circuit 
current too severely. It is possible to make various arrangements of the coil 
groups which limit the instantaneous cuifent without diminishing the forces 
0*11 the windings; while again, a more reliable machine may be obtained by 
bracing the wir^dings so firmly that they will withstand a fairly high^short- 
‘circuit current, rather than by increasing the reactance by artificial devices. 

^S.lrfh^ren^ Regulation.— The question of regulation is ong of the 
most important in the selection of the generating plant. The regulation of 
the station as<- a whole determines the constancy of frequency and voltage; 
while upon the relative regulatior^ of the individual machines defends the 
uniformity with which the* load is shared between them. The latter aspect 
of the problem is deferred for consideration in Art. 7. 
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.From equation (i) it £e seen th|it the voltage depends iequally upoa 
two variable factors: the ar<i the speeS n. It is therefote/iecessary^tO' 
consider separately the inherent^regulation of the alternator, or the tariation 
of the terminaj pressure with the load, and the speed regulation of tjje turbine; * 
the latter also determines ibie variation ot frequency. ^ 

From the open-circuit and the short-circuit curves ^fig. 3 )P, tfie necessary 
excitation uqder anj condition of load may be predicted, and th^ce the in- 
herent regulation. Let the line OE (fig. 3 ) represery: the t;prmmal voltage 
to be maintained, 01 the exterfial load current, and the angle EOI the angle 
of lag, i.ef. cos EOI is the power factor of the load. Noiw the reactance 
voltage OE (fig. i) corresponds to the normal full-load current OH; hence 
EF (fig. 3 ^, drawm perpendicular to 01, is made equal to OE X OI/OH; 
and the line OF shows the total induced pressure both in magnitude ffnd in 


/ 

/ 



its^phase relation to 01. The resultant excitation necessary to produce 
this pressure is read off from the OC curvT, and marked off along OX, at 
right angles to 01. Similarly, the armature reaction, FC? (fig. i) corre- 
sponds with the normal full-load current; hence with the particular load 01 
the reaction* is OY = EG X OH/OI, and is set off alon^ OF (fig. 3 )?* 
The fine XY then gives approximately the excitation required on ]oad. The 
voltagg 6 E', which the excitation XY would produce on open-circuit, is 
read off from the open-circuit curve;# then EE' fs th» risg of voltage qpon 
Arowing off 4:he load 01 at the lagging ^wer faclor cos EOI, while the 
excitinf current remains constant.'^ The inherent regulation^ expressed as a 
percentage of the normal voltage, is thus 100 per cent X EE'/OE.* • ^ 

It js necessary to distinguish between the rise of voltag^upon removing 
the load from an alternator w^orking on full-load ajid excited to normal vol-* 
tage, and tbe drop of voltage upon suddenly applying a similar Joad ihacWne 

running on open-circuit and excited to normal voltage. Under the latter 
conditions the terminal pressure may be reduced almost to z^o. It will be 
seen front fig. i that, if OG be greater |han OD, the normal open-circuit 
excitation will not produce full-load current even^n short-circuit, or at zero 
terminal pressure. It is possible, how^ever, to consider both 4 he rise and 
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fall of pressu^^ consequent upon a giv^n small cfiang(fof\ozd in either directidh, 
Avlf>en the machine is already wofking on load a^fl excited to normal terrjiinal 
pressure. • Owing mainly to the curvature of the open-circuit characteristic, 
the drop i^ pressifr^ is always greater than the rise in pressure^act:ompanying 
an eq^al change i^Virrent output.® • 

In the a6o\\; metlK^d of estimating the excitation on load, it will be evident 
thatfthe leakage reactance need not tfe known with any great accuracy; for 
the mannei«in yhich*tj:ie total short-circuit exciting current is^livided between 
the effects of leakage and true reaction ha^f little influence upon the final 
result. Extendwig this argument, the distinction between the two components 
may be ignored; and the very simple construction indicated by a dotted 
line in fig. 3 may be employed. Here OY' is made equal to OG OI/OH, 
and 0 X' equal to OD gf fig. i; X'Y' is then required total excitation. 
This result, however, is definitely too lov\i by an amount which varies with 
both load and power factor; but with the addition of about 10 per cent to the 
length of X 'Y the method is sufficiently accurate for nfiost practical •purposes, 
and is one most readily^applied to test result®, wiffiout the inconvenience of 
resolving the observed short-circuit excitation into its two components by 
the use of equation (2) and the constructional data of the machine. In fact, 
no methods of the kind here described can be closely accurate, because (r) 
the increased leakage between the poles on load is not tjaken into account in 
using the open-circuit magnetization cur\'e; and (2) with salient poles there 
is no theoretical justification for combining OX and OY directly as simple 
tvectors. 

t By repeating the graphical construction for a number of V’alues of the 
current and power factory it is a simple matter to plot a set of curves, such 
as fig. 4, showing the e;^'citing current necessary to maintain normal voltage 
under various cofiditions of load. These again may be converted into cu4n*ts, 
such as fig. 5, which show the rise of pressure upon throwing off any given 
load while the^exciting current is held constant. It will be e\'ident from fig. 5 
that the rise in pressure corresponding to a given reduction in current 
't>utput increases rapidly with diminishing (lagging) power factor; conse- 
quently the^ rise in voltage, upon removing a given load in kilowattSy raries 
still more rapidly w'ith the power factor. The required inherent regjilation 
of an alternator is usually* specified a» the percentage rise in pressure, from 
normal voltage, upon throwing off full-load kilowatts (i) at the normal workiifg 
power factor, (2) at unity pow’er facto*r. The latter alone is sometimes 
stipulated, since it admits of direct verification by loading the generator on 
a npn-inductiv^ resistance. * 

The inherent regulati(^n will have been seen to depend upon (i) the leakage 
refctance^ ^2) tlje ratio of the armature reaction to the excitation expended 
upon the reluctance of the magnetic circuit (i.e. FG/OD); and (3) the posi- 
tion of the wofking point on the open-circuit curve. The limits within whjch 
the first quantity can be varied are/quite narrow; and it must be regarded in 
any case as a necessary' provision for limiting the severity of the sudden 
‘ short-circui4 forces. The regulation, however, cannot in any case be less 




lation may be obtained either by taking the working point near the straight 
part of the curve and , 


using a weak armature 
(i.e. a small ratio of 
FC^OD), or by working 
at a fiigher point on the 
curve with a strong ar- 
mature (large ratio of 
FG/OD). The former 
method results in a large 
and experftive machine, 
but on? having a large 
o'\^rload capacity, since 
the excitation increases 
comparatively slowly 
with the load. The latter 
design Ogives a smaller 
and cheaj>er machine, in 
which the active material 



Load removed. 



is used more efficiently; Fig 5.— inherent Regulation for vanous Condi^ons of Load 

but the ovyload capacity 

is more limited. The combination of the'' two principles in a suitable pro- 
portion, therefore, depends upon the required provision for overload; but it 
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^ill be evicfcnt rtiat, ffrom either epointi of view* a more economical ihd 
nibre efficient machine is obtained by sacVificing closeness? of regulation. A 
further*^ argument is found in the fact that,^n nearly all cases, an automatic 
voltage ifcgulator os essential on account of the speed vafiaJions of the 
turbine, atvd close Inherent regulation in the generator is then of no further 
advantage. ^ 

*As als(? in the question of the variation of ^eed, it \s necessary to distin- 
guish between the instantaneous and the permanent voltagif variation follow- 
ing a change of load. The instantaneous variation is o,nly that corresponding 
to the leakage Teactance, i.e. OF — OE in fig. 3^ and the greater variation 
OE' — OF, involving a change in the main flux, may occupy an interval of 
several seconds, depending upon the size of the poles. The time-lag is affected 
considerably by the design of the magnetic circuit, beipg prolonged by the 
use of solid, rather than laminated, poles or pole-shoes, and by any closed 
metallic circuit of low resistance which ifklirrounds the^ path of the main flux. 

The total variation can, of cotirse, be foui^d accVirately ^fforn* the open- 
circuit curve, if the actual excitation required dn normal load and power 
factor can be determined by, a direct test on load; but any question of the 
rapidity of regulation can clearly only be settled by the often inconvenient 
procedure of suddenly throwing off the load. If it is possible to remdve 
suddenly a practically wattless load, the instantaneous part of the voltage rise 
gives a measure of the reactance voltage, and thus permits a reliable pre- 
diction of maximum current on sudden short-circuit. 

6. Fly-wheel Effect. — The second factor entering into the voltage 
regulation, namely, the change of speed accompanying a variation of load, 
is entirely a mechanical question. It is to be particularly noticed that the 
change of spe®d is determined by the change of true power output, whereas 
the inherent voltage regulation of the generator is far more affected Ky a 
change of wattless current than by an equal change of power current. Again, 
it is essential to distinguish between the instantaneous variation of speed 
which immediately follows the change of load, and the smaller permanent 
variation wl\idi remains after an interv al of some seconds. The latter depends 
solely up(Hi the characteristics of the governor mechanism, and represeats the 
difference of speed which practically is necessary to cause the governor 
n*echanism to movt from the “ closed ” to the “ full-gate ” position. The 
former effect, however, depends upon^the rapidity with which this change 
can take place, and upon the amount of kinetic energy stored in the revolving 
system.* The momentary' rise in speed upon throwing off full load is directly 
proportional Xe the time occupied by the governor in moving oveii, its full 
range, and inversely jvop<^rtional to the amount of stored energy. The 
rapidity ®f action may be simply a question of the promptness viith which 
the governor gear can be made to respond to a change of speed; but in other 
circumstances it becomes primarily a hydraulic problem, involving the 
retardation or acceleration of thf moving mass of water.* ^ 

• The actual calculation of the necessary amount of stored energy is discussed in Vol. I, 
Chapter IX* 
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The total kinetic e'nef'gyTof a|;ener^ting unit is j|eriv#d fr^ the follow- 
ing •components: 

(1) the, turbine runner, or bucket wheel; 

(2) the rewolving mass pf water within,the runner (in reaction- turbine); 

(3) the rotor of the generator; 

(4) a separate fly-wheel added to jhe shaft. 

In addition, however, the ^ective kinetic energy iijctudes, a large part of 
the stored energy of all othei^ rotating machinery connected to the system, 
apart from that o^ the generating units; and to the above list it may 
therefore be necessary \o add: 

(5) motor-driven fly-wheel set; 

(6) rotary converting apparatus connected tq»the system. 

The items (i) and (aj usually contribute so small a fraction of the total energy, 
and are, so closely determined by the ^lydraulic design, as to admit of no 
useful artificSll increase., fte^i (6), however, has often a very considerable 
effect, and its neglect may lead to tht use of too large an amount of stored 
energy in the generators, increasing the initial cost, and attended by extra 
losses in bearing friction and windage. 

The rotor of the generator forms one of the largest items, and can nearly 
always be made to yield all the energy required in addition to that provided 
by items (i), (2), and (6). The kinetic energy of the rotor is proportional 
to its moment of inertia and the square of the speed of rotation; the numerical 
relationship being as follows: 

E = 0*00017 Ib.-ft.f 

where n is the speed in revolutions per minute, "^and I the moment of„ 
mePtia (or the total mass multiplied by the square of the radius of gyration*) 
expressed in lb.-feet‘^. The moment of inertia, or fly-wh^l effect^ varies 
greatly with the diameter of the rotor, which in turn is limited by the speed 
of rotation; •the question of stored energy has therefore to be considered at^ 
the outset in the design of the generator, as well as in the choice of the normal 
running «peed. * 

Ttie kinetic energy of a rotor of diameter D and axial length L, running 
jt a speed of rotation «, is theoretically proportional to * ^ 

•D4L«2; • 

but actually is more nearly given by 

E a D 3 iLJ« 2 , 

on account of changes in the proportions of the wheel that are’ necessary 
with change of diameter. Again, the rated output of the generator may be 
expressed in the form 

• K.V.A. = ax D^Ln, 

• With the metric system of units, fly-wheel effect is often stated conventionally a& the# 
product of the total nwiss into the square of twice the radius of gy ration for QO“). 
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( ^ . <■ C 0 

where C is oiitput^coefficient 'Vwhicfi increases with the diameter arfd 
spded, but (diminishes somewhat Vith incr^iasin^ length, owing to the e(ffect 
of these Variables i^pon the ventilation of the njachine; so that, approximately. 


K.V.A^ a 

Hencd' E a K.V.A. x (3) 


Thu^, for a 'given rated output, the stored energy may be increased by using 
a rotor of large^'diamerter and small axial length; but the pbssible diameter 
is limited by other important considerations. 

In any case‘ the maximum diameter is determined by the rotational 
stresses. The stress in any part is proportional to the square of the dia- 
meter and the square of the angular speed; so that, for given limits of 
safe stress, the greatest poc^missible diameter varies inversely as the speed.* 
Hence, the stored energy can never exceed the value given by 

E oc K.V.A./ v/w. 

It will be seen that, in the absence oTany other restriction of diameter, the 
possible stored energy for a giyen output-rating diminishes with increasing 
speed. For this reason it is necessary, in high-speed machines, to adopt 
the strongest forms of rotor construction (see Arts. 5, p. 62, and 6, p, 64)', 
so as to increase as far as possible the maximum diameter for the given speed. 

At low speeds of rotation, on the other hand, it would usually be a simple 
matter to provide the required kinetic energy if it were always feasible to 
increase the diameter to the limit set by considerations of stress. There 
are' often, however, serious objections to so doing. The cost of both stator 
and rotor is increased, owing to the difficulty in obtaining sound castings or 
, other ijiaterials Qf very krge size, and in machining, handling, and testing. 
There may also be limitations in transport, for while the stator frame* (fa'll 
be satisfactorily built in segments, the rotor cannot be so treated. The 
most serious disadvantage, however, is in the large floor-space required, 
which involves increased cost of the masonry foundations, ^nd often an 
Enlargement pf*^ the entire building. For these reasons, the peripheral 
velocity an(i stress are generally much lower in low-speed than, in high- 
speed machines, to such ati extent, in fact, that the regulation of lowrSpeed 
unko is commomy f6und to be inferior to that of the higher-speed sets. 
This is particularly thb case with low-hpd vertical-shaft units, whpe tHfe 
L necessary diameter would require an excessive floor-space; and where also 
an equivalent increase in the mass of the wheel, as by an additional rim or 
‘ fly-wheel, may (offer much mechanical difficulty. In such circumstances, 
‘the device has sometimes been adopted of placing the revolving field- 
magnet outside -the stationary armature, giving what is known* as the 
“ umbrella ” type of machine. In this way the best possible use is made of 
the maximum 'diameter available, and from the point of view of regulation 
' I *! . . . 

• In this connection it is to t»e noticed that the speed by which the diameter is limited is 
t the maximum “ overspeed ” of the set; and the fly-wheel effect may be increased if the per- 
centage overs jffced can be reduced. 
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th\ arrangement may meet all r^i^iremewts^ The vei^jtilation of the machine^ 
and in particular the cooling of rfe internal armature, becomfst so difficiMi 
however, that this scheme is only economically feasible^ where, 'fSr othe 
reasons, the armature has in any case to be of exception; .ally libetel desigr 
Notable examples of this type of machine are the 625^ K.V.A./300-6.P.1T 
alternators installed in the power house of the Niagara Falls^Electric Powe 
Company. • ^ * 

Using, then, 'the largest diameter permitted either by the it)tatfonal stress 
manufacturing facilities, or floor-space, further increase of fly-wheel effect i 
only to be obtained by the addition of mass; that is, by inci^asing either th 
axial length or the radial thickness of the pole-yoke or rim. Extension of th 
^'leng^h of tlie rim soon commences to interfere with the ventilation of th 
7rh^i^ne, especially in the open slow-speed natmally ventilated typ? wit 
inertia difficulty most'often arises. If, on the other hand, th 
/rad0 thickness of th^ rim be incf eased, the material thus added at a sma 
is not Vigry effeAive, ^yhile adding \o the bearing friction, to the initi; 
and to the difficulty of casting and machining; and a point is soo 
"reached at which it is more economic^ to ad^)pt a separate fly-wheel. Th 


maximum effective increase in mass obtainable in this way is limited prac 
trcaljy to about 25 per cent above that required by the magnetic design ( 
^ thp^ifield-magnet. 

Very frequently, how'ever, a fly-wheel effect several times as great as thi 
^ given by the normal design of the alternator is required. A separate fly-whe< 
is then essential. When the necessary added weight is not very gre« 
as compared with the weight of the magnet wheel, the most economiti 
arrangement — often particularly con\Tnient with *an open- type machine- 
is to mount the fly-wEeel directly adjacent to the rot»r, and between thg sarr 
bWirings. It is important tl en to consider the effect of the centrifug: 
windage of the fly-wheel upon the ventilation of the alternator. ,^By a judicioi 
arrangement of the air-paths and end-guards, it is possible to obtain a dh 
tinct improvement of the ventilation from a fly-w heel w hich might otherwis 
be a serious obstruction to the natural axial flow of air to the mia(;hine. Whe 
the ^^ight to be carried is large, and particularly wfth enclosed machine: 
it is usually pieferable to mount the fly-wheel an a separate span of th 
shaft, provided where necessary with’an additional p^ir o^ bearings. Th 
aft-angement gives complete freedogi to use^the strorfgest possible form ( 
fly-wheel, allowing an increase in the effective peripheral velocity, and thi 
a minimum total weight. With such forms as the solid plate whtel, thei 
is practically no limit to the fly-wheel effect obtainable in this way. 

Where a specially large fly-wheel effect is required, there may b^e cor 
^ 8iderabl» advantage in using a separate “ fly-wheel set ”, driven 6y a syr 
k,*^lironous or induction motor. This arrangement is also a convenient altei 

£ 2 in cases where tiie addition of a fly-wheel to the alternator shaft offei 
il m?;chanical difficulties, as often 'in low-^eed vertical units, 
ate fly-wheel set, moreover, can be disconnected from the system durin 
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periods whe^ its •assis 4 ance is pot^ctu^Uy required, and thus its drivjfig 
pAwer eliminated. Since there is almosr a ff%e choice of speed for fly- 
wheel set, limited only by the motor speeds available (see ta^le, p. 3), a 
high spe^d is epi^loyed, so as t^o reduce the diameter of dhe whefel and 
the floor-space occupied. The strongest forms of wheel are available (such 
as rolled steef plates, possibly without a central hole), allowing the^use of 
the highest peripheral speeds, and a reduction the cost, weight, and driving 
losses to a mihimum*:* The heating of th^ driving motor* upon which its 
size and cost principally depend, is only that corresponding to the short- 
duration loads represented by the energy absorbe<^ or given out by the fly- 
wheel; but the motor must be designed to carr}' an exceptionally heavy 
maximum torque (i.e. the armature must be weak as compared with the 
field magnet) to ensure that it will remain ,in synchronism with the generator 
under the maximum torque which the fly-wheel may exert. j* When a syn- 
chronous motor is used, it requires also an efficient damping winding for 
self-starting as an induction motor; but this <*'equirement ir not as a rule 
unduly severe, especially if provision is made for “ flooding ” the fly-wheel 
bearings before starting. It is, further, often convenient to use the motor, 
when of the synchronous type, ta cariy^ a portion of the wattless load cf the 
station. Although this needs a machine capable of carr}^jng a continuous— 
rather than an intermittent — load, and with a specially heavy field winding, , 
the extra size and cost may be inappreciable as compared with the advantage 
of obtaining a greater true power load from the main generators. A particu- 
" larly beneficial arrangement is obtained by installing the fly-wheel set at the 
receiving end of the transmission line, where, by relieving the line of wattless 
current, it may increase the power-carr}dng capacity very greatly. 

Finally, to dftermin^ the resultant regulation of voltage, it is only necessary 
to take the product of the inherent voltage variation of the alternator amfche 
speed variation of the combined unit; and since the two effects follow different 
laws as regards time interval, the process is most conveniently carried out 
graphically. The total variation cannot be so far reduced ecq5iomically that 
«an automatio- voltage regulator can be dispensed with; and where this appa- 
ratus is employed, a practically steady voltage is maintained by field-jfdjust-' 
ment following instantly fupon the commencement of any voltage variation, 
\^?iether arising‘^in tlie generator or 'the turbine. Speed regulation then is 
of importance only as regards variations , of frequency. This i* comj^rativ^ly 
^,inimportant in the majority of power-supply systems, since the variations are 
not so r^pid that s\'nchronous machinery is liable to drop out of step; never- 
theless,, there ate some applications, such as the supply to motor-generator sets 
cqnve^tipg to direct current, where frequency variation is even more objection- 
able than foltagt variation. It is thus the necessary uniformity of ftequency, 
rather than of voltage, which must determine the fly-wheel effect required. 

• This method is closely analogous td the use of the fly-wheel on the motor^generator set 
of an electric rolling-mill equipment; and the advantages, as compared with a fly-wheel 
mounted dimct on the slower-speed main shaft, are identical in the two cases. 

t See p.'iz. 
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• * ‘’t 

• 7. Parallel Workiiig. — The^ con<iitions in th^ parallellworking of 
water*wheel units are simple, md the performince is usually quite sitisfactor/. 
This is due, of course, to the fact that the turning-moment^of the hySraulic 
turbine' is unifcym; so that oscillation or phase swinging i the alternators, 
which arises with engine-driven generators owing to ^ cyclic iftegularity 
of driving torque, is here of no importance. Damping windfngs are con- 
sequently only fitted when required from a consideration of pole-fece lo^es 
and heating undet certain conditions of load (see Art. 4)1 • * 

Some consideratioij, however, should be given to the question of the 
sharing of the load between a number of water-driven alterfiators working 
in parallel. The subject is one that has received adequate treatment in various 
textbooks*; and it is here proposed to give only a resume of the principal 
results as they apply to hydro-electric practice. .. ^ 

It was seen in Art. 3, p. 7, tha^ the excitation which would produce the 
terminal pressure OC bn open-circi!it, would alternatively produce the stator 
current OH X OP/OG ( 5 n shott-circuit. Thus it might be considered that on 
short-circuit the exciting current actually produces thl induced voltage OC, 
which is then absorbed in the passage of curreQt through the stator winding; 
thus, virtually, the combined effect of resistance, leakage reactance, and true 
armature reaction is represented by a simple impedance. Further, since the 
stator resistance is negligible in comparison with the two other terms, it is usual 
to denote the ratio of open-circuit volts to short-circuit amperes corresponding 
to the same excitation as the synchronous reactance of the machine. If the 
magnetization curve were a straight line throughout, the synchronous re- 
actance would be a constant quantity; but owing to the actual form of M 
curve, the equivalent reactance varies for different *parts of the curv^e, and 
it is necessary to take a value appropriate to the regiomof working considered. 
Th^s the term may be defined more logically as the variation of voltage 
accompanying a unit change of wattless stator current, the excit^ition remain- 
ing constant. Defined in this way, a value is readily found for the syn- 
chronous reacfgnce at any point on the magnetization curve; but to obtain 
an indication of the performance of the machine over, say, its ^ull working 
'fange, "an average value may be taken, equal to the rise in volts When full 
wattless ^current is thrown off, divided by that current. Thus, referring 
again to fig. 3, if EF be extended until the line joining G ^nd O is equat 
to t)E , yien EG/OI is the average synchronous reactance over the range 
from zero to the load represented by the current OL 

Consider now the performance of a machine A, fig. 6 («), which b to be 
paralleled with bus-bars on which a large number of other #machines are 
working, so that the frequency and voltage of the st^ition are fixed inli^en- 
dently of tiie behaviour of the single machine considered. Lat OEce'present 
the fixed pressure of the bus-bars; then if the incoming unit be run up to 
exactly the frequency of the station, excited exactly to the volt?ige OE, and 

Miles Walker, The S/yecificaiton ar^ Design oj Dynamo-electric 
ac meryfigi^^ p, 33-7, where also is gnen a useful list of textbooks, papers, and articles 
dealing with the parallel oper^iion pf alternators. 
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synchronizai, it 'will ^arry no curient v^atever ^Vhen connected in pardleL 
^ If novv^ the excitation of the added machine be increased, and its induced 
voltagJ be represented by OE the pressure difference EE acting around 
the circuit formed between the machine A and all others ig parallel there- 
with, win, cause a^wattless current 01 to circulate; here EE'/OI is prac- 
tically the synchronous reactance of the single generator A, that of all the 
refiriainin^ units in parallel being neglected . If, alternatively, with the 
original excitation, >»he driving torque of the added Unit be increased, the 
rotor will be accelerated, and the terminal pressure will advance in phase 
relatively to OE. When a position such as OE', fig. 6 (c), has been reached, 
the pressure difference EE', acting in the inductive local circuit, will pro- 
duce a current 01, now practically in phase with OE', and therefore corre- 
sponding to an output cf power from the generator considered. The rotor 
will thus continue running at the frequency of the bus-bars, and with such 


« < 



(o) Diagram of circuit, {b) f’urc wattless current {c) Pure power current. (<f) Normal load current. 

an angle between OE and OF/ as to produce a load current equivaje*it to 
the driving power now supplied by the turbine. In actual working these 
two elemeniary conditions are combined, and the induced pressure OE', 
in any particular machine, is related to the bus-bar pressure OE as shown in 
fig. 6 {d). Herein the excitation (difference in the lengths of fbe two pressure 
vectors) controls the wattless component of the current, while tha useful 
driving power applied (angular displacement between the vectorj) deter- 
.^ines the power component of the current. 

Consider now the effect of an increase of the wattless component oftthe 
total load on a station, in which a number of alternators* are v?brking in 
^ parallel. The division of the increment of wattless current between the 
several mach^pes is determined by the fact that their terminal pressures 
must *all remain idenlical; that is, that the drop in pressure must be 
fhe saihe for ^ach generator. Hence, the extra current will be; shared in 
inverse proportion to the synchronous reactances of the various machines; 
and in ordei that this may be also in the ratio of their rated capacities, the 
synchronous reactance of each /machine should be inversely proportional 
to its rating. If it is required that the total wattless current be divided 
exactly proportionately over the entire range from zero to full load, it is 
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necessary that all the machines haw magnetization curves hf s^ilar shapes, 
/and t!hat all have the same percentage regulation at normal load*and powir 
factor.- Thi^, however, is not practically necessary; for if th^ wattless current 
be suitably diWded at the average workiijg load by the^a^justmefit of the 
excitation of the individual machines, and if all the machines have approxi- 
mately equal synchronous impedances^ approximately the same division of 
the wattless current will be maintained with considerable variations of foad 
in either direction. *Thus it is ^usually sufficient to efisure fhat a number 
of alternators which are to work in parallel have approximately the same 
percentage regulation at formal load; but a more useful criterion would be 
that all the machines give the same variation of terminal voltage for a change 
of load from, say, three-fourths to full load, at normal power factor. 

Regarding the effect of a change in the powey component of the^ total 
current, i.e. a change in the total kilowatt output of the station, the deter- 
mining condition which comes into cons^ideration is that, provided all the 
machines remain in syncl^ro»ism, they must run at precisely equal speeds. 
It is necessary now, however, to distinguish between the instantaneous and 
the permanent sharing of a change of load. • The immediate effect of an 
increase of load is a slight deceleration of the whole station, and the additional 
load will be so shared between the several units that the rate of fall of speed 
•is the same for each; that is, eacfn machine will carry a fraction of the increase 
of load proportional to its stored kinetic energy. The fly-wheel effect of 
each generating unit should therefore be in proportion to its rated output. 
The permanent division of the load, on the other hand, depends only upon 
the characteristics of the governors of the several turbines. The circum- 
stances are exactly analogous to those of the sharing of wattless current as 
dependent upon the inherent regulation of the alternators. ^Since the actual 
fraJtiun of the average total load which is carried by each unit can be suitably 
adjusted by individual regulation of the governors, the most Iqgical require- 
ment would be that each governor should give the same change of speed 
between, say, J:hree- quarters and full load; but the more usual approximate 
specification is that the total variation of speed, corresponding jto the move- 
^ment of th: governor from the “ closed ” to the “ full-gate ” positmn, should 
be the^'^same for each set. With units of different governor and fly-wheel 
characteristics working in parallel, a c*hange of load may it first be taloCii 
by one# machine, or group of machinesf to be finally transferred to 
another. ^ 

From the point of view of parallel operation it will be seen thSt coarse 
inherent regulation of both voltage and speed is advantageous, since,, it gives 
a more stable distribution of the wattless and power current respe^tiv^y 
between the several units. With close regulation, a very slight dissimilarity 
in any one unit results in that machine taking considerably more than its 
due proportion of the load. * 

In the above discussion it has been a^umed tl^t the whole of the plant 
remains in synchronism. That this very necessary condition may not always 
be fulfilled, however, wl^n units of different characteristics are forking in 
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parallel, maf be'seenffrom a ipriodificati^m of the vector diagram showp in 
6 (c). ^The circulating current is here not Entirely in phase with th% ter- 
minal pressure, ?nd thus only the projection of 01 upon OE represents the 
true power delivd^ed by the particular alternatpr considered. Now,' as the 
angh EOE' is increased (see fig. 7 ), the point E' moves over a semicircle 
having O as centre and EO as radius;^ and since 01 is always perpendicular to 
EE^ and ^roportioi^al thereto, the point I mov<es over a semicircle described 
on OB as diani'eter. Where OB — EA ~ synchronous reactance, and is at right 
angles to EO. Hence, the maximum length of the projection of 01 on to 
OE is equal to'^OB/z, and this condition occurs vyhen the angle EOI is 45 ®, 
that is when OE' is perpendicular to OE. If the angle EOE' increased 

beyond this point, al- 
though the actual circu- 
lating current continues 
to increase, the power 
deliv ered by the machine 
diminishes. 

Thus, while it is not 
necessary that the fly- 
wheel effect of each gene- 
rating set be strictly 
proportional to the out- 
put of the alternator, for 
only the distribution of 
the momentary varia- 
tions of load is thereby 
affected, yet an approxi- 

Fig 7 —Maximum Power Output of Alternator mate proportionallt}^ is 

desirable. For if one 

generating unit has a fly-wheel effect much greater than in proportion to 
its normal capacity, its maximum power output may be less than corre- 
sponds to the' torque which would be derived from its stored energy with 
a sudden ''and large change of load, if the machine continued tarun*at th^ 
same speed as the rem^iinder of the plant; the unit must cons^uently 
’fell out of synthronism. For this "reason the alternator of a “fly-wheel 
set ” has to be designed to yield a maximum torque many time# greater 
^than that represented by its “ equivalent ” or time-average rating. 

8 . Wave Form. — For many important reasons the sine wave is recog- 
nized as the standard or ideal wave form of alternating pressures or currents 
i|ij th^ generation of electrical power. Not only is this form more easily 
realized in the* construction of alternators than would be any other parti- 
cular wave shape, but appreciable departure therefrom generally gives rise 
to serious dSficulties in operation, among which may be mentioned: per- 
manent circulating curr^ts in th? parallel working of machines of different 
design; static and other troubles with an earthed neutral point; “ crawling ” 
of induction motors, or bad commutation of rotary converters, working on 
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thfe system; excessive chargiflg currents, pr possible resonance ii| transmission 
linea; and interference wit^ neig4ibourin^ telephone circuit^ ^In dealing 
with an irregular or non-sinusoidal wave form, it is convenient to* resolve 
it into fundqpental (or pure sine wave) component, haymg the .frequency 
of the whole wave, and a nVimber of harmonics, each of iS^Mch is again a sine 
wave having a frequency which is an integral multiple (in »early all cases 
an odd multiple) of the fundamental frequency. The badness, of an irre- 
gular wave is then indicated precisely by the magpififde of tht harmonic 
terms which it is foupd to conftiin, and undesirable results of various kinds 
can, as a rule, be attributed to harmonics of particular orde^^ or classes. 

The wave form of the terminal pressure, under any condition of load, 
may here t)e taken as very nearly the same as that of the induced pressure; 
and the latter depends solely upon (i) the distribution (over the pole^pitch) 
of the magnetic field in the air-|ap, and (ii) the arrangement of the active 
conductors of the stator winding. ‘With a purely sinusoidal flux distribution, 
the indueed-pgressure •wave will be a trtie sine wave whatever the type of 
winding employed. With an irregular field-form, •the pressure wave will 
always be more nearly sinusoidal than«the wave of the flux distribution, the 
harmonics being reduced, relatively to the fundamental, to a degree which 
depends upon the disposition of the stator conductors. Now, while it would 
be possible, by the special shaping of the poles, to produce a perfect sine 
wave of flux distribution on no-load, the effect of armature reaction is such 
that this form cannot be maintained, in a salient-pole machine, under the 
working condition of load Nevertheless, a well-shaped pole tends to mini- 
mize the distortion of the field on load. Thus, while every endeavour 
should be made to produce an approximately sinusoidal air-gap field on 
open-circuit, this alone would be insufficient; and the realij^ation of a satis- 
fttctory pressure wave-shape under load necessarily depends also up*on the 
properties of the stator winding. 

By far the most serious, and probably the largest, harmoific in the wave 
of flux distribution is the third. With an air-gap of uniform radial width over 
the whole surface of the pole, the field-form might be represented, to a first ' 
» appitixim^tion, by a series of positive and negative rectangfes*having the 
sanierperipheral width as the pole face, as show^n in fig. 8, curve a\ and with 
this form it would be possible to eliminate entirely any one harmonic, ^on 
flo-ioa(j, by a suitable choice of ^the width ‘of the pole. For example, with 
a pole-width equal to two-thirds of the total pole-pitch, there would be no 
third harmonic; while with a pole covering four-fifths of the Qple-pitch, 
there would be no fifth harmonic. However, with a uniform air-gap over 
the pole^ “ flinging ” or the spreading of the flij^x at the tips of 'iht poles 
(so as t« enter the stator in the interpolar region) considerably m©d>fies •the 
simple rectangle, and gives actually a form similar to that indicated by the 
curve b. The effect is that, even with a “ two- thirds ” pole, a*third harmonic 
remains ,*which can only be eliminated ISy further reducing the width of the 
pole; and this would involve so great a loss of output from a machine of 
given size as to render it inadmissible in practice. The fifth harqjonic, on the' 
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other hand, liught be ^liminated^ by> somewhat increasing the width of the 
po\e — a device in which there is also some ecoxomic advantage; but in® any 
case the^ fifth is v^ry greatly reduced by the armature winding^ while the 
third is further incK^ased by widening the pole; and the best eompronlise is 
usually found with a pole-width only slightly exceeding two-thirds of the 
pole-pitch. ‘ 

li is, however, {possible to reduce both thf? third and fifth harmonics 
simultaneously by so forming the pole face that the gap at the tips is about 
twice as wide as over the centre of the pole. Witho poles or pole-shoes 
built up of stampings (see Art. 6, p. 74), it is a simple matter to obtain any 
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desired profile, resulting in a perfectly smooth flux density wave free from 
objectionable harmonics. Where the poles are of cast steel, or are machined 
from mild-steel billets, it is usually only feasible to use a single flat J?ev<;l, 
oti^ simple roui?ded‘ corner (curve <>); yet even this approximation may 
greatly improve the wave form^ as regards the lower harmonics, and i#, 
moreover, especially valuable where there would probably be diflSculties 
dfie to t^th ripples (p. 2S). An alternative device, applicable to solid 
poles, and giving an e.xcellent flux wave form (curve d), is to machine the 
pole suifaces to a consid^ably smaller radius (depending upon the number 
of ^ol^) •tljan t^at of the stator bore; but this operation can ©nly be 
carried out economically with certain proportions of the pole, and involves 
also some loss^f output. 

Now the presence of harmonics fof the lower orders in the wavS form of 
the terminal pressure, under any condition of load, may occasion serious 
difficulties.^ This is the case, in particular, with the third harmonic in a 
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tltree-phase system; for, owing to ijie coftici^ence of ite order w^h the number 
of phases, this term reachef its maximum value simultaneous^ in all the 
phases, ancj so gives rise to peculiar phenomena. For example, If a three- 
phas^ generator be conneclued in “ mesh ” or “ delta ” the st^t of each 
phase joined to the finish of the next, so as to form a closed circuit), although 
the sum of the three fundamental pressures is zero at every instant, any third 
harmonics are directly additive, and produce a circulating cufrent within 
the winding. Such a current may be very large, and*result m serious addi- 
tional losses and heating, both in the stator winding and in the pole surfaces. 
With this method of connection, however, there can remain ifo third harmonic 
in the line^voltage, for this term is exactly neutralized by the leakage reactance 
and armature reaction set up by the circulating current. On the other 
hand, when the winding is connected in “ star ” ^r “ Y ” (i.e. the starting- 
points of all three phases joined together to form a “ neutral point ”), the 
potential of the neutral point relatively to earth will pulsate by the amount 
of the thfrd harmonic* income phase, an3 with the corresponding triple fre- 
quency. Again the harmonic is entirely eliminated from the line pressure, 
which is now at any instant the difference •between two-phase pressures. 
Alternatively, if the neutral point is earthed, the third harmonic pressure is 
superposed upon the potential of each line above earth; the stress upon the 
insulation is generally increased,"^ while a large triple-frequency charging 
current in the transmission line, or in some cases resonance effects, may result. 
Further, when several generators with earthed neutrals are connected to the 
same bus-bars, unless the triple harmonics in all the machines are exactly* 
identical both in magnitude and phase, circulating currents between the 
several machines occur, completing their circuits through the common 
neutral connection, and attended by extra losses as in ^*delta-connected 
generator. Similarly, if any other machinery with earthed neutral is working 
on the system external to the power house, earth currents are^et up by the 
differences between the triple-harmonic voltages of the various machines; 
while if the ngutral points of the external plant are insulated from earth, these 
points will pulsate with a triple-frequency voltage, which high-tension* 
•machinery, may constitute a serious danger from accidental contact. 

question of grounding or insulating the neutral point of the gene- 
rating plant, apart from the effects oT tripje harmonics, may conveniently 
bf dealt with briefly at this poinU The choice between the two methods 
involves many considerations of detail, but is mainly dependent upon whether 
continuity of suf^ply, or the prevention of abnormal pressures, is fhe more 
important. If the neutral is left ungrounded, an accidental ^rth on^ne line 
will not necessarily interrupt the service, but will rai^t the maximum^pc^enl^al 
of the gefierator (or step-up transformers) to the full line voltage sfbove earth. 
When step-up auto-transformers are employed, the conditions are still more 
severe; for the low-tension generator willing may then be raised to the full 
transmission line voltage above earth. A dead-earthed neutral, on the other 

* This depends upon the phase of the third harmonic relative to the fundar^ntal, which, 
however, is nearly alwavs iuch as to increase the maximum or oeak value of the Ime nressure. 
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hc^d, restricts^ the maximum potfntilil of the winding to the phase pressufe; 
but an earttt on any line now constitutes a shoft-circuit on one phase. “ By 
connecting the neir.tral point to ground through a resistance, thCcinitial rush 
of current^ in the^ ^ent of an earth on one line,^ can be limited to only a 
sufficient value to operate the protective gear, and thus mechanical damage 
to the windings may be prevented; bpt with this arrangement the abnormal 
voltage is rfot avoided, and the machines mus»t be adequately msulated to 
withstand the full lintf pressure to earth. ^ 

The fifth, seventh, and higher harmonics, except thoce which are multiples 
of three in a thrS’e-phase system, have exactly the s^me characteristics as the 
fundamental. They appear in the interlinked line pressure witlj the same 
percentage values that they have in the phase pressure, although the signs 
of certain terms are reversed and thereby ^^he appearance of the wave form 
radically altered. These harmonics do not cause circulating currents in 
delta-connected windings, nor in the common neutral lead of star-connected 
generators. In two-phase machines, all odd harmonics behate in the same 
manner as the fundamental (ignoring changes of sign); that is, the multiples 
of three here exhibit no special properties. A seventh harmonic in the line 
pressure may interfere with the starting of induction motors by producing 
a torque in the reverse direction; but unless the seventh harmonic is abnor- 
mally large, trouble of this kind is rarely experienced except with motors 
having a low starting-torque (such as the “ squirrel-cage ” type) when re- 
quired to start under load. Both the fifth and seventh terms may result in 
*bad commutation in rotary converters; for the armature reaction set up by 
them causes a rapid pulsation in the strength of the interpole field. The 
possibility of excessive capacity currents in the transmission lines, or of 
resonance effect^^ is present with harmonics of any order. 

The property of the armature winding in reducing the relative effective 
values of har^;nonics remaining in the flux-density wave, depends upon the 
product of the distribution factor and the coil-span factor, which were intro- 
duced on p. 6 in their application to the fundamental. In the case of the 
harmonic of <!:h'e wth order (i.e, having n times the frequency of the whole 
wave), the expressions for these two factors become 


distribution factor = 


coil-span factor = sin n 


TT^ /slot pitches spanned by mean cofl\ 


slot pitches per pole 


. 


Npw will readily be s^en that the possible values of s, the fraction of the 
double polt-pitdi which is occupied by one phase, are strictly lirtiited— in 
polyphase machines — by practical considerations of the arrangement of the 
winding. In a three-phase windiij^, s may be either one-sixth or ^one- third, 
the latter, however, being practicable only with a two-layer winding (see 
Art. 4, p. 66); while in a two-phase winding, s rarely differs from one-fourth. 
In a singl^phase machine this restriction is absent, but for various practical 
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reasons s is then usually about one-tTiird.- The fiumericah ^alues of /he 
distribution factor for these common values of s, and for a series of the 
lower harmonics, are as follows: 

• * 

Distribution Factor 


* Phase-spread. * ' 

Double pole-pitch. ^ 

• 

• 

s ~ 1 

^ - 1 . 

• 

’ 5 ^ i • 


f" = ' 

O-QSS 

0-900 

0-827 

Order of 

« = 3 

0-637 

0-300 

0 

harmonic 

n ~ £; o-iqi 

ri = -j \ —*136 

« - q — -2 1 2 

— -180 
-.’29 

o-ioo 

-•165 

o-ii8 

0-092 


The coif-spaxi, in the njajority of windings, is equal to the pole-pitch, this 
value alone being practically convenient with single-layer windings. Where 
howe\er, it is possible to vary the coil-spanf as in two-layer windings, there 
is often much advantage in making the span of the coil somewhat less thar 
the full pole-pitch, giving what is known as a “ short-pitch or “ chorded ’ 
winding. The following table gives the numerical values of the coil-spar 
factor for simple values of the ratio of coil-span to pole-pitch, and for various 
harmonics; intermediate values may easily be estimated. 


Coil-span Factor 


Coil-span 

Pokf-pitch 

1 0 

0 9. 

1 

08 1 0 75 

0 7 

0 67 / 

0-6 

•0 5 - 


1 ” 

I 

I -000 

0 q88 

0951 ; 0 924 

0 891 

0-866 

^0-809 

0-707 

Order of 


3 

1 000 

0891 j 

- 5^3 ,-- 3^3 

--156 

0 

0 309 

0-707 

harmonic 


5 

1-000 

0707 I 

0 1 — 383 

- 707 

— •866 

— I -000 

-•707 


Ln ~ 

7 

1-000 

0 4.S4 ' 

0 588 ; 0-924 

0 988 

0 866 

0-309 

-•707 


V n 

0 

I 000 

0 1 ' 

— osi 924 

— •454 

0 ^ 

' 0 809 

0-707 


iTwill be seen that, by the distribution of the wipdin^ alone, the third 
l^armonic is reduced to tw'o-thirds of its original value relatively to the funda- 
mental, in the standard three-plmse windhig {s = one-sixth); and to one- 
third in the standard two-phase winding; but, further, that this term«is 
reduced to zero in a three-phase winding spread over tw^ice the u^al angle. 
Alternatively, in any winding, the triple-frequency term^ can be* entirely 
eliminated in virtue of the coil-span factor, by usiifg a coil-span of oaly Uvo~ 
thirds ot the pole-pitch. At the same time, however, with the "wide phase- 
spread {s =. one-tbird) or the tw’o-thirds coil-span, the fundamental — and 
the effeotive output of the machine — i^ reduced to 87 per cent of its value 
for the narrow phase-spread {s — one-sixth) and^full-pitch coils. For this 
reason neither the wide phase-spread nor so narrow a coil-span as two- 
thirds .is commoply employed in alternator windings, ^unless i^s essential 
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th% there «no tripl^-frequencry term whatever in the phase pressure 
under any ^:onditions of load; and, in general, reliance is placed upon obtain^ 
ing a good^field-fof^ for the sufficient reduction of this harmonie. 

In each, of thectnree types of winding referred to, the fifth harmonic is 
reduced to only one-fifth of the percentage value which it has in the wave 
of flyx distribution, in some cases with a change of sign. Owing to this 
fortunate circumstance, it is unnecessary to redude this harmonic in the field- 
form to a particularly small value, which indeed would be difficult to accom- 
plish with certainty even for the open-circuit conditidn. By the use of a 
coil -span of exactly four-fifths of the pole-pitch, any remaining fifth harmonic 
might be removed, should exceptional conditions of operation (sucfuas perfect 
resonance) occasionally demand this. However, while the phase-spread is 
limited to one or two definite values, any ii>termediate value of the coil-span 
between two-thirds and full pitch is easily, obtained; and since some degree 
of “ chording ” is an advantage as regards the losses qn load, a coil-span of 
75 to 8o per cent is very, commonly adopted. Iribidentally the fifth harmonic 
is thereby almost entirely eliminated ^nd the third very effectively reduced; 
at the same time the loss of omput — about 6 per cent — is not serious. 

The expression given above for the distribution factor strictly refers to 
a uniformly distributed winding, or one in which there is a very large number 
of slots per pole. In applying this formula to a practical winding, in which 
there is a comparatively small number of slots, no important error is made 
in the case of the lower harmonics, such as are tabulated above; but when 
Sealing with terms of much higher orders it is essential to use the complete 
formula: 

..... P sin 7isir 

distribution factor — - 

q sm{nsiTiq) 

wherein q deivotes the number of slots per pole which are occupied by one 
phase. The factor for a uniformly distributed winding continually diminishes 
« as the order of the harmonic in question is increased; but it rwill be found 
that the latter Vixpression — for a finite number of slots — increases and decreases 
periodically. In particular, for terms of the orders qjs ± i, that ii, for*w =' 
(slots per pole-pair) + i, vhe distribution factor attains the same nurff&i*fbal 
value as for the fundamental. . Harmonics of these particular orders, if 
present in the air-gap field, appear in the* terminal pressure waves with their 
f«ll percentage values. Such terms are usually known as spacing ripples ^ 
since the effect is attributable to the regular spacing of the stator conductors. 

If tlie statoi* face were quite smooth, the terms of these higher orders 
in 4heiield form would ffe insignificantly small. When, however, the stator 
face is broken uff into alternate slot openings and teeth, as is univei^al prac- 
tice, the wave ^f flux density is serrated, and precisely those harmonics are 
introduced which are not diminished by the distribution factor. Jhe much 
larger and highly important harmonics which thus appear in the pressure 
weaves, are known as tooth- or slot-ripples, from their origin in the local 
variations flux depsity, caused by teeth- or slot-openings. 
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With a very small nunA)er of slots^peur pole, the tooth-ripple may b^of 
low enough frequency to igive rise to troubles from capacity current/ or 
resonance.^ For example, with six slots per pole in a tl^ee-phase^machine,^ 
i.e. two coil^ per group, ^t he tooth-ripple will consist <of the eleventh and 
thirteenth harmonics, and these can be*large enough to cause Serious diffi- 
culties. With larger numbers of slots per pole, the ripplb may interfere 
with the w/)rking of telephone systerns in the vicinity of the lines, either by 
electrostatic or electromagnetic induction; and in this* respect very small 
harmonic may have ^isastrous*efFects. It is desirable in all cases, therefore, 
to ensure that the tooth-ripple will not be large; and where the conditions 
of operation indicate that either of the above difficulties is probable, special 
precautions must be taken to reduce these tern s to the smallest practicable 
limits. 

For this purpose various means are available. One of the most usual 
methods is to empfioy semi-clos*ed or totally-closed stator slots. Totally- 
closed slt)ts increase the le^age reactaitce of the winding under normal load 
conditions, without affording additional protection tin case of sudden short- 
circuit; they are used only in exceptional^ circumstances. Provided that 
the slot opening is less than one-half of the radial width of the air-gap, the 
flux density remains very nearly uniform over the slot-pitch, and the tooth- 
ripples are usually unimportant. There are, however, practical disadvan- 
tages in the use ot semi-closed slots. The coils must be formed in position, 
at least at one end, and there must be appreciable slackness in the slots in 
order that the coil may be pushed through from one end. The initial 
cost of winding, and the difficulty of replacing a damaged coil, are fhus 
greatly increased. With plain open slots, the tobth-ripple may be reduced 
by using a large number of narrow slots per pole rather than a small pumber 
%f v/ider slots; but at the same time the stiffness of the coils and their ability 
to withstand the mechanical stress of short-circuit is impaired, the initial 
cost of winding is increased, and — particularly in high-tension machines — 
valuable space is wasted in numerous thicknesses of the main insulation. 
From these practical considerations, it becomes almost efsspntial to use. a* 
contparatively small number of open slots, having a width of •about twice 
tlie«^::adial air-gap; and, in the absence of additional precautions, this would 
inevitably lead to excessive tooth-ripples. • •• 

• In.large machines, open slot^may be 'closed by* magnetic wedges, built 
up of thin sheet-iron stampings riveted together in packets about an inclu 
wide, and perforated to reduce the leakage and loss in them, and <0 provide 
for ventilation. When the simpler non-magnetic wedges gnust be used, 
in ordinary practice, a limited number of slots ca* be arranged to^^ield thfe 
effect of a much larger number, as regards wave form, by, using a fractional 
number of slots per pole. This can be done in either of two ways. In one 
method,^ a standard single-layer winding is used, but on?, two, or three 
additional empty slots are inserted, \tith eithe^ one or two extra slots in 
a three-phase machine, the tooth-ripples are greatly reduced, but the ihre^ 
phases are slightly unsymmetrical, and generally more so than impermissible 
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in Jarge machines which have to work in paralfel. fiy using three empty 
si ore, uniformly spaced around the core, the phases remain symmetrical, 
but the dimination of the ripple is far less perfect. Moreover^ it is only 
in a few cares that nie use of empty slots gives a convenient tofal number of 
slots, and otherwise fhe cost of building the core may be greatly increased; 
in any case spedal coils are required at those parts of the periphery where 
the empty slots occur. The latter disadvantage is entirely avoided in the 
second method, namMy, the use of a two-layer “ commutator ” winding, 
generally with “ wave ” connections.* Here'^all the cqils are identical, but 
there is usually still greater difficulty in obtaining a suitable number of slots, 
from the point of view of economy in stamping the stator segments and of 
the construction of the core. Such windings, however, are practicable and 
satisfactory where a number of identical machines have to be built. 

The virtue of a fractional number of slots per pole lies in the fact that 
the successive conductors passed through id tracing out '^ihe winding occupy, 
at any instant, a number of slightljf^ different positio'hs in r^ation to the 
poles. The same result^,' therefore, is obtained by 'skewing the slots by the 
amount of one slot-pitch between the tiv^o ends of the core; in this way every 
conductor in effect occupies a complete slot-pitch, and the winding is exactly 
equivalent to the hypothetical “ uniformly distributed ” winding. Alter- 
natively, the same effect may be obtained by skewing the edges of the poles 
by the same angle; or, more conveniently with some types of pole construction, 
by forming the edges of the poles in several steps, giving a total difference 
equal to the slot-pitch between the two ends of the machine. A final method, 
-occSsionally preferable, is to displace alternate poles by one-half of a slot- 
pitch, so that the ripple gelierated under, say, the N. poles, is neutralized by 
that geijerated under the S. poles. 

c ^ 

• For a further discussion of the properties of the commutator winding, see S. P. Smith, 
‘The Shape of t^e Pressure Wave in Electrical Machinery”, Part II, Journal I. E. E., 
Vol. LllI, p. 214 - 



CHAPTER III 
Losses and Heating 

Mechaifical losses; open-circuit losses; short-circuit losses; losses on 
load; ventilation; heating; measurement^f temperature; tem- 
perature limits; tempera\ire guarantees. 

1 . The energy lo*sses occurring in an electrical generator are important 
from the Iwo^distinct view-f)oints of eiliciency and of heating. A smaller 
temperature rise may be obtained, either by using a larger machine or by 
increasing the volume and velocity of the ct^oling air. In the former case 
the efficiency also is somewhat improved,* but the machine is necessarily 
more expensive; in the latter case the efficiency is impaired, but a small 
and cheap machine is obtained. Thus, high efficiency combined with low 
temperature rise involves an expensive machine; but small temperature 
rise with low efficiency, or large temperature rise with high efficiency, is 
compatible with a small initial cost. Improvements in design or construe-* 
tional detail, which lead to a reduction of the total losses with the same 
amount of active material, a more advantageous dis*tribution of the losses, or 
a more efficient use of the cooling air, may result in both a lo^\’er temperature 
Sid greater efficiency; or, alternatively, in a smaller machine for the same 
performance. 

It was shown on p. ii that the excitation characteristics on load may 
be predicted Jrom the open-circuit and short-circuit curves. Similarly, it 
is convenient to express the losses on load in terms of those t)cpurring unde; 
the s8me tovo no-load conditions. This method of comparison is "Sufficiently 
acffiWtte for practical purposes, although the magietic conditions within the 
machine are essentially different in the three modes df offeration; and the 
n5^thod.is often particularly conv^ient in enabling fhe efficiency and tem- 
perature rise of an alternator to be determined by means of tests which can 
be carried out at the makers’ works, where load tests would as S rule Se 
impracticable. 

2. Mechanical Losses. — Under all conditiosfs of operation tEe samfi 
mechanital losses are present. These include: — (i) bearing friction, ^2) 
Fan power, (3) windage. When a separate external blower is used, item 
^2) repre^nts the power supplied to the blower, and (3) the |)ower required 
to drive the alternator itself (unexcited) ^part froiyi the friction of bearings, 

• The improvement is only alight, for, while the electrical losses are reduced, the mechanical 
owes are increased. 
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lo machines cooled by the natural circulation air, or by an internal jfan 
mounted orf the rotor, these two items are mer^d in a single loss associated 
with th^ ventilation. 

The total mechanical losses may be measured by drivings the alternator 
at normaf 'fepeed ^nd unexcited, by means of an electric motor, the losses 
in which are khown.* If there is a separate blower, the power supplied to- 
it isVeadily'^measured electrically, and'is added Jo the driving poy^er required 
by the generator itselh When a calibrated driving motor of sufficient power 
is not available, the various component losses must b^ examined separately. 

For the bearkig losses there are no reliable means of direct measurement,, 
those methods which depend upon an observation of the weight and tempera- 
ture rise of the lubricating oil being liable to serious error on account of the 
heat conducted to the beviplaie or along the shaft. The mechanical friction 
must therefore be estimated by a comparison with other cases for which 
direct experimental data are available. 

The ventilation losses occurring within the, machine itself, when of the 
enclosed type (in which fne air enters by a duct and is discharged at a chimney), 
may be measured by the “ air-heatini| ” method (p. 40), when the alternator 
is driven by the turbine at normal speed and unexcited. This method is 
especially valuable when the stator core has to be built in the power house, 
as in the case of very large machines, or where there are exceptional difficulties 
in transport. The loss thus measured is the sum of fan power and true' 
windage. When an external blower is used, however, it is necessary to- 
oobserv^e the temperature rise of the cooling air between the points at which 
it 'inters the blower and is discharged from the stator chimney, in order that 
the losses within the fan Inay be included in the measured total. A further 
allowance, amo^mting to possibly 10 per cent of the fan power, has to be 
added to cover losses in the fan motor. , ^ 

With o/)e«-type machines, in the absence of a direct measurement by means 
of a driving motor, both the bearing friction and the ventilation loss must 
be estimated. 

, As an approximate indication of the losses to be anticipated, the 
combined*^ friction, windage, and fan losses in medium and large »alter«- 
nators of the enclosed \' aterwheel type, self-ventilated by fans to 

ffie rotor, may b« taken as o*6 per cent of the k.v.a. rating of the machine 
for normal temperatCires.f Jh open-tvpe machines, without fans, the 
percentage friction and windage loss is again about o-6, on account of the 
reduced* output of such machines; and where fan blades are fitted this 
c 

* *011 account of simplicitjL of speed adjustment, a direct-current motor is preferable for 

thi^ pufpose. The armature copper and brush losses are usually unimportant. If the supply 
voltage can be varie*d, the excitation of the motor may be kept constant; the core loss then 
remains practically constant, and the sum of bearing friction and core loss can be measured 
by the input to tht motor when running light, disconnected from the alternator. If the supply 
pressure is fixed, allowance must be madrf'for the effect upon the core loss of ariations in 
field-cuirent required to mainAin a constant speed. 

t In generators working at temperatures below standard the mechanical losses arc, of 
course, inci^pUsed. 
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figu\ may be raised to 0‘» or even I'O per cent. In generators of th/ 
enclosed type to which air is supplied by an external motor-driven Wower^ 
it is usually "essential also to provide fan blades on the rj^or to direct the 
air with a sufficient velocity over the c(^oling surfaces. ^ Such ^ 5 ans may 
be smaller than where the flow of air depends entirely upon them; •but 
a total driving power of 0*4 to 0*5 per cent of the k.v.a. output shoi^d 
still be allovfed. In addition the driving power required by {(^e blower 
motor, supplying approximatel^i 2-5 c. ft. of air per minute per k.v.a., 
at a net pressure of 2 in. water-gauge, will be 0*5 to o-6 per cent. 

3 . Open-circuit Losses.— When an alternator is exated while run- ‘ 
ning on op^-circuit, in addition to the mechanical losses, power is absorbed 
in excitation and iron losses. The former, which is the copper loss of the 
field winding, is supplied electrically, and is readily calculated from the 
square of the exciting current (ta^en from the open-circuit curve) and the 
resistance of the field '\^inding, with an allowance for its increase with tem- 
perature; or ddVing a test, th^ excitation loss is given cjirectly by the product 
of the measured exciting current and the measured pressure between the 
slip-rings. The remaining loss, which is supplied mechanically to the alter- 
nator shaft, represents principally the power absorbed in hysteresis and 
eddy currents accompanying the reversal and variation of flux in the stator 
iaminations; but this true iron loss is supplemented by eddy-current losses 
occurring in both iron and copper in other parts of the machine. . 

The hysteresis loss is proportional to the weight of steel, to the frequency, 
and approximately to the i-6th power of the flux-density; but its actual* 
magnitude depends upon the magnetic quality of the steel. In general, the 
“ softer ” the steel (or the lower its carbon content) the smaller is the hys- 
teresis loss. The eddy current loss within the lamination^ !s proportional 
to the weight of steel, to the square of the frequency, the square of the flux 
density, and the square of the thickness of the plates; and depends also upon 
the electrical resistivity of the steel. The higher the resistivity the smaller 
are the eddy currents. 

Two grades of sheet steel are in common use. The cheaper oi^“ ordinary ** 
quality is used, as a rule, in waterwheel alternators of small ancT medium 
outputs. In large machines, especially with a small number of poles and 
rujinmg at a high speed, the heat due to losses in the core lias to traverse a 
considerable distance to the coolik^g surfaced; and it is then often more 
economical to reduce the losses by using a higher grade of steel rather thai> 
by increasing the amount of active material. For machines of thfs class, 
special steels, known under various commercial names, such ^ Extra J^ohys, 
Loloss, and Special Dynamo Steel, are in use; thfse materials have^vejy 
hysferesis loss. Alloy steels are also available, which have particularly 
high electrical resistivity and therefore very small eddy current losses. These 
materials,, however, are much more expensive than ordinary iron, are more 
difficult to punch accurately and without burrs, owing to excessive wear of 
^e press tools, and are brittle; they are very rarely used in alternator cores, 
except perhaps at very high frequencies as an alternative to inuch fine 
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Vmination^ with ordinary steeb. * The average total loss, including^bti: 
hysteresis and eddy currents, in the three mfun classes of core steelf at s 
flux density of 1^,000 c.g.s. lines per square centimetre, and at a frequency 

of 50 cycles per ^second, is as follows: r ^ 

• 

Ordinary steel i *2 to 1-5 watts per pound. 

Special steel . . . . . 0*9 to 1*2 watts per pound. 

Alloy steel *{Stalloy) . . . . 0*7 to 0*8 watts per pound. 

f 

These figures represent the loss as measured with the “ Epstein Square ’ 
in carefully pre’jf)ared sample strips. ^ 

Whatever material is used, however, the iron losses occurring rn a machint 
are alw^ays largely in excess of those calculated from the results of laboratoiy 
tests on samples of the steel, at the same flux densities and frequencies 
This is due, to a small extent, to non-uniform distribution of the flux ovei 
the cross section of the magnetic pircuit, owing to jhe circular form of the 
stator core; but principally to the existence bf many other ®patlis in which 
eddy currents may be formed, other than those within the sections of the 
individual laminse. Wherever there is a punched edge, the press tool in- 
evitably forms a small burr on the stamping, which it is essential to remove 
either by filing or grinding; but with large stampings, even when every 
care is exercised, many burrs always remain, and may form electrical circuits 
between adjacent plates. The more complex the form of the stamping the 
greater is the liability to additional losses due to burrs; and axial holes in 
particular materially increase the loss both on account of burrs and irregu- 
larity of flux distribution. The loss due to occasional burrs remaining may 
often be practically eliminated by inserting a stamping of thick paper at 
about every haj^f-inch of the core length. Filing or drifting of the slots to 
remove irregularities after the core is built, also produces extra loss'fes Mid 
greater temperature rise in a region where its effect is most serious; hence 
the importance of accurate punching, and close fitting of the stampings in 
the stator frame. In some types of stator construction the plgtes are clamped 
together by^ axial bolts passing through the core. Such bolts must be 
thorougliiy insulated throughout their length, and under the nutc or washes 
(Art. 3, Chap. IV). Thd^electrical connection between adjacent laminaTSccur- 
ring formed by 'their common ^contact with the frame casting does not form 
an eddy current path' when the flux density in the core is low, since no 5ux 
dthen passes through the electrical circuits so formed; but at higher core 
densities there is a leakage of flux into the cast iron, which causes eddy cur- 
rents^o pass between the core plates and the axial ribs or keys of the frame. 
4s tjie flux density isVaised, a point is reached beyond which the loss in- 
creases ve^y rapidly; and damage may be done by local heating di the con- 
tacts between core and frame. Such trouble is most often found in 25- 
cycle machines, since from other points of view high core-densitigs are then 
permissible. » 

Apart from the above-described extra losses which arise from imperfect 
construqrion, certain others are inherent in the normal construction of 
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ttiteAwtors- The laminationsj are necessarily clamped between Jhick end/ 
plated either of cast iron or steel; and in these large eddy currents are set 
up, especially*at high core-densities. Likewise it is essential |from mechanical 
considerations, *10 use thicker laminae, neyer less than -0^5 in., ^ either 
side of each radial vent; and a further loss occurs at the vent^ due to flux 
entering the plates normally to their surfaces, and consequently setting-up 
eddies in the •plane of the lalxflnae. 

The losses already described pccur in the stator iron; in addition there 
may be losses (on opeh-circuit) in the stator conductors and in the pole- 
faces of the field magnet. • Owing to the reluctance of the^eeth a portion 
of the flux pnsses radially through the stator slots, and induces eddy currents 
in the copper conductors therein. This loss increases very rapidly ^with 
the saturation of the teeth and with the width of the copper; and, unless the 
tooth density is exceptionally low^the width of the copper strip must not 
exceed about o-6 in. fqjr a frequency of,5o cycles per second. At higher 
tooth-densities,* or where a gteater total width of copper is required, the 
strip must be divided into two or more separately insulated wires placed 
side by side in the slot. In a delta-* or maeh-connected stator winding 
there may also be copper loss due to a high-frequency circulating current 
set up by a third harmonic in the field wave-form (see p. 23). In 
machines of modern design such currents should be negligibly small. 

Losses in the pole-face are due to eddy currents set up by the rapid 
variations of flux occurring as the poles move past the stator teeth. These 
losses vary between wide limits. With semi-closed slots and laminated poles^ 
the loss is negligible. With solid poles the loss is small, provided that the 
slot opening is not greater than two-thirds of the radial width of the air-gap; 
but beyond this limit the pole-face loss increases very rapidly. With lami- 
nated poles the loss does not become important until the slot opening reaches 
some three or four times the width of the air-gap. Excessive pok-face losses 
are particularly to be avoided, since, apart from reduction of the efficiency, 
they increase tl^p temperature rise of both field and stator windings. 

The total losses in cores built up from stampings of sppecial steel ” 
aTe' some 20 per cent less than when “ ordinary ” quality iron is used. 
MosF’^f the extra losses are small at low densities,^ but increase very 
rabidly beyond the point at which magnetic ^aturation^ commences. 

The open-circuit losses may be measured means of a calibrated driving 
motor, as in the case of the mechanical losses (Art. 2), or by the air-heating« 
method (p. 40), when the alternator is running excited at normal speed. 

4 . Short-circuit Losses. — The losses occurring oif short-qifcuit 
comprise the mechanical losses described in Art. ^2, the excitation ^lo^ 
(which mSy be found from the short-circuit characteristic),* a srfiall stator 
iron loss, copper losses in the stator winding, and a number of widely variable 
losses distributed over the iron parts of tl^ machine, and generally grouped 
together under the title of “ stray loss ”. The stater core loss is due to the 
small main flux which is necessary to neutralize the effect of the stator 
leakage fluxes; this mav be taken from the curve of open-circuit >^,08868 at 
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\he voltagp corresponding to ^ the reactive pressure drop in the j^tor 
winding, (p, S), 

The ^stator copper loss per phase includes the common Joule’s loss as 
given b)»^he square of the stator current per phase, multipli^ by the simple 
ohmic resist^ce per phase of the winding (as measured by direct current); 
an^ also power absorbed by eddy currents which are induced in the con- 
ductors Aidien carrying an alternating current^ Eddy current^ in the stator 
winding have an important influence upon^the temperature rise, and require 
further examination. 

The current-carrying conductors produce an alternating flux, which passes 
transversely across the stator slots and induces a longitudinal eddy current 
in each strip of copper Jying in the slot. The direction of flow of the extra 
current, at the side of the strip nearer the slot opening, is the same as that of 
the main current, and at the side of the ^trip remote from the slot opening 
is in the opposite direction; the i;esult is that the 1;otal current is non-uni- 
formly distributed oyer the depth of the cojpper. The eddy currents are 
clearly proportional to the transverse flux, that is, to the main current; con- 
sequently the power absorbed by them, in any particular case, may be taken 
into account simply by an increase in the effectke resistance of the winding. 

Where there are a number of separate strips of copper in the slot, each 
carrying the same current, the transverse field strength and the eddy-current 
factor increase rapidly in passing from the strip nearest to the bottom of the 
slot to the one nearest to the top or slot-opening. The multiplying factor 
for the mth. strip (counting from the bottom of the slot) is given by* 



tj, ^ 

where d ~ I (depth of strip in inches) X v^(frequency) X a, and a = 
width of copper/width of slot. 

This increase applies only to that length of the conductor which is em- 
bedded in the^core, and in which alone these individual edd^currents occur. 
It will \^e ^een that increases very rapidly with the depth or tl^ckness 
of the strips, so that beyond a certain critical value any furthef increase iii 
thickness resuhs ii? a greater total^ loss in the copper. The transverse 
width of the strip is l^ited by the necessary width of the teeth; and a definite 
limit is thus set to the currdht-carryirf^ capacity of each strip, the actual 
♦limit (Jepending upon the total number of strips per slot, each carrying the 
same current. When larger currents have to be dealt with (as in low-voltage 
machines even of moderate output), it therefore becomes necessary to form 
theiiomplete conductor of a number of separate strips connected in parallel. 

However, for the same reasons that eddy currents are produced in the 
individual st^ps, circulating currents also flow between the several strips 
connected in parallel, passing through their common junction. «The xiirec- 
tions of the circulating turrents are such that the larger proportion of the 

•H. W. Taylor, Journal, J. E. E., Vol. 58, p. 279. See also A. B. Field, Transactions^ 
Am. Vol. 24,. p. 761. , 
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resuitont or main current pasles through strip nearest the slot opening/ 
If the several strips or laminJ are simply joined together near tne ends of 
each slot, the«resultant distribution of current is practically tjfe^same ks would 
obtain in a solid bar of the 5ame total de^th, and no advantage i^ respect 
of eddy-current losses is obtained from the lamination. On the other hand, 
if the several strips be transposed, eithep by special twisting within the slots 
(see Art. 4, Chap. IV), or by keeping the strips entirely separate throughout 
the winding and making the necessary cross-overs in the end connections, 
so that each strip occupies every position in the complete conductor over an 
equal length of the windiijg, the reactance of every path if the same, and 
there are n(k circulating currents. Only the eddy currents in the individual 
strips then remain. 

Complete transposition, however, is rarely esseritial; and since a flight 
dissimilarity between the several paths in parallel often allows of a much 
simpler mechanical arrangement of the^ winding, such a scheme is very 
commonly Slof)ted. In thest cases the total loss is approximately equal 
to the sum of the loss due to the eddy currents in the individual strips (cal- 
culated from equation (i) as for a number of conductors in series), and the 
loss which would occur in the complete conductor if very finely laminated, 
and with the laminae transposed according to the same system as the actual 
thick strips. The latter part of the loss also may be obtained from equation 
(i), if the factor a be multiplied by the fraction 

net depth of copper X length of conductor between joints* 

gross depth of conductor X length of core 

• 

and a fictitious depth of conductor be taken, depending uporf the systejn of 
tra'nsposition.f For example, one of the simplest forms of partial trans- 
position, and one which is often sufficient, is obtained in the ordinary lap- 
wound coil (Art. 4, Chap. IV), in which the separately-insulated laijiinae are 
continued from one layer to the other without any special transposition. 
In this case a is multipled by half mean- turn/length of core, aijd the depth 
of vop'per is taken as one-half the gross depth of the complete conductor. 
The iuss so obtained from equation (i), for the- circulating currents in 
a finely laminated conductor, is added to the losses in the individual strips 
of^the actual winding. 

The factor for the loss due to circulating currents applies to the whole^ 
length of the winding between the joints. Such extra currents — if e^ftessive 
— are particularly detrimental, since they pass through the e»d connections 
of the winding, which are more difficult to insulate witif heat-resisting material 
than are <he embedded portions of the coils. While, therefoije, a local 
eddy-current loss of over 100 per cent in the top strip may give no trouble, 
the circulating current loss should general^ not exceed 10 or^f^ per cent. 

The difference between the total loss found pn short-circuit and the 

• Or half the length of the mean turn, if less than the distance between the joints, 
t See A. B. Field, loc. cit., p. 770. 
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Vum of the components enumfrated above known as the “ stray j^ss 
The principal part of this additional loss is produced by the magnetic field 
of the armature finding, and occurs in all adjacent iron parts <of both stator 
and rot( 5 ,f . The magnetomotive force of both .the end conifections and the 
embedded portion of a polyphase winding, when carrying a balanced load, 
consists of a' fundamental componept which revolves in the same direction 
and with 'the same speed as the rotor, and a leries of harmonic terms which 
move with fractional speeds and in eitjier direction. The fundamental 
term of the magnetic field of the end connections, having motion relatively 
to the stationai'j core end-plates, coil supports, clamping bolts, and the cast- 
iron guards enclosing the winding, produce considerable ed^dy currents 
and losses in these parts. The embedded portion of the stator winding 
produces no appreciable loss in virtue of. its fundamental term, since there 
is no stationary solid iron in its vicinity; but the harmonic components, 
moving with nearly synchronous speed relatively to^the rotor, may produce 
large eddy currents losses in the pole-faces. •‘With laminateti poles or pole- 
shoes, the loss on this account (in a polyphase machine supplying a balanced 
load) is hardly appreciable. .When the pole-face is solid, however, the loss 
is greatly increased; and, although it still does not become a serious item 
in a three-phase machine, it may be important in a two-phase machine, 
owing to the presence of a large third harmonic (p. 23). With an 
unbalanced load there appears also a fundamental component of magneto- 
motive force moving in the opposite direction to the rotor, and therefore 
producing large pole-face losses, appreciable even with laminated poles. 
In the limiting case of the single-phase machine, where the two fundamental 
components are equal, ^the loss, even in a laminated pole, would be pro- 
hibitive; and'it is then necessary to provide a heavy damping winding. 
Currents are induced in the damping winding which approximately neu- 
tralize all components of the stator field which have motion relatively to the 
poles; and, owing to the low resistance of the damper windings, these currents 
produce only a moderate loss. A damping winding in lapainated poles is 
also desirable in two- or three-phase machines intended to work on un- 
balanced loads. The total amount of the stray loss increases rapidly 
the total number of ampere conductors per pole in the stator windiflf ; and 
with the mass df irdn present; jt is, therefore, much more important in large 
machines than in smkll machines, and greater with a small number of poles 
than with a large number. In very large high-speed machines, stray losses 
may afhount to about two-thirds of the total loss in short-circuit. 

The total short-circuit losses may be measured either by means of a driving 
motor or by the air-htating method. 

* 5 . Losses .on Load. — Under normal load conditions the l6sses com- 
prise the mechanical friction and ventilation loss (Art. 2), the excitation 
loss calculate?f*from the load excjfation (Art. 5, p. 10), the statoj iron loss, 
stator copper loss, and. stray losses. 

The stator iron or core loss is greater than that measured at normal vol- 
tage on open-circuit, for two reasons. In the first place, the total induced 
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pressure on load is greater imn me terminal voltage, on account of the leaV 
age impedance drop in the stator winding; this increase may ealily be cal- 
culated (Art# 5, p. lo), and on full load may amount to sope 20 per ’cent of 
the loss on opfn-circuit. Further, the effect of the armature reaction is to 
distort the shape of the flux-density wave 1I1 the air-gap; so*that, for the same 
induced pressure (i.e. approximately for the same total flux), 'the maximum 
flux density »s considerably increased. The loss in the stator teeth depends 
upon this maximum density, and^may therefore be much*greater on load than 
on open-circuit with the same total flux. The importance of the effect upon 
the total iron loss, of course, depends upon the relative magnitudes of the 
losses in the teeth and in the remainder of the core behind the teeth, and 
therefore varies widely between different machines; but, as a general indi- 
cation, the total core loss may qften be increased S^y a further 20 pa* cent 
from this cause. 

The stator copper Joss, inclucfing the increase due to eddy currents and 
circulating currents, may b^ estimated* as for the short-circuit condition. 
Allowance must also be made for the increase of resistance with the tempera- 
ture rise of the winding, which on full load may amount to some 15 or 20 
per cent; but it should be noticed that the eddy-current losses are some- 
what reduced by increase of temperature. The stray losses on load are 
.smaller than on short-circuit, but little data is available as to the exact rela- 
tionship; as an approximate rule it may be assumed that about two-thirds 
of the short-circuit stray loss is present under normal working con- 
ditions. 

The effidemy of a generator may be defined as the ratio of output 
(output + losses); but in its numerical calculation It is more accurate to use 
the form: 


efficiency = 


losses 

output d- losses* 


In practice it is necessary to distinguish between the “ true ” efficiency and 
the “ conventional ” efficiency of a machine. In the true ef^ciency every^ 
t^^s Associated with the operation of the generator is taken into account; 
so fiidt the total losses are simply the difference cbetween electrical power 
output of the machine and the mechanical power supplied to the shaft by the 
turbine, together with any power supplied tt> the machine electrically (as in. 
excitation), or absorbed in auxiliary apparatus (such as a fan motor, rheo- 
stats, &c.). It is usually desirable, however, to be able to prove the coni- 
pliance of a generator with its specification, in respect of losses, by means* 
of tests which can be carried out at the makers’ worksf where the power Supply* 
available* will generally be much less than the full capacity of tjie m^hine 
j^nder test. A conventional definition of efficiency, based .upon a summation 
of the lo^es measured separately under jio-load conditions,*^ then adopted. 
F9r this purpose the rules followed in British practice differ somewhat ffrono 
those used in America. In either method is included the mechanical friction 
and windage losses, the excitation loss based upon the calculated excitiner 
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Current for normal load conditioijs alod the hot ij'fsistance of the field wining, 
and the loss in a series rheostat when this is employed, or in the exciter itself 
if each' generator^ has a separate exciter. In the British method the core 
loss is ta|.en as tnat measured on open-circuit at normal terminal pressure, 
while the stator copper loss is takdn as the simple ohmic loss, with allowance 
for the temperature rise of the winding, all extra losses being usually neglected. 
Th6’ resulting efficiency is necessarily lower thaij the true efficiency, the differ- 
ence varymg as a rule between | per cent in small machines to i per cent 
in large machines. In the American rules the core loss is taken as that 
measured on optn-circuit at a pressure equal to the calculated induced vol- 
tage on load, and the sum of stator copper loss and stray losses ^s taken as 
the total loss measured on short-circuit at normal stator current. The 
efficiency thus deduced^ is generally a very fair approximation to the true 
efficiency, but in large machines may be somewhat too low. 

When the specified performance of the generator refers to the true effi- 
ciency, it becomes necessary to determine the »‘^otal losses actnatty occurring 
under conditions appVoximating as nearly as possible to those of normal 
operation. In rare cases it may ht possible to measure the mechanical 
input by means of a torsion dynamometer; but in general practice the prin- 
ciple methods available are: (i) the wattless current method, (ii) the air-heating 
method, and (iii) the Hopkinson test. 

In making a wattless current test the alternator, uncoupled from the tur- 
bine, is run up to full speed, either by the use of an auto-transformer or a 
, temporary belt drive, excited to normal voltage, and connected in parallel 
vfith any available machine or power-circuit of the same voltage and fre- 
xjuency, and capable of 'absorbing the full output of the generator under 
test as a wattless current, while supplying a power current equivalent only 
to the losses to* be measured. The alternator then continues to run as a 
■synchronous motor, taking a current at practically unity power factor suffi- 
cient to supply the open-circuit losses. Upon increasing the exciting current, 
a wattless leading current is taken from the system; and by a suitable increase 
pf excitation (and a reduction of that of the machines in parallel, if necessary 
to maintain normal voltage), the wattless current is made equal Jo th6^ fu44»^ 
load current of the alternator under test. At the same time the power-^m- 
ponent of the current increases to c6rrespond with the total losses of the 
machine on load, which can t^ierefore l^e directly measured by means bf 
wattmeters in the supply circuit. The total loss thus observed is generally 
somewhftt greater than that obtaining when the generator is working at 
'normal power ^ctor, for the induced voltage and flux, the stray losses, and 
the e:5:iting current aro^all increased at zero power factor. The excitation 
loss rftay b^ corrected to normal conditions by calculation, and the kicreased 
flux is partly offset by the fact that there is little distortion of the flux density 
wave and therefore a smaller tooth loss in the zero power factor case. As 
a general rule the total losses are not more than lo per cent greater than in 
operation at* the higher power factor. 

The air-heating method in its simplest form can be used only with 
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mactoes of the enclosed typd^ but is then probably the most reli|j3le mean/ 
of testing available. The method is applicable to measuring the tot^l loss 
in a machine under any condition of operation whatev^; and, for the 
purpose of determining the true efficiency, the test is carri^ed out i|hile the 
generator, driven by the turbine, is in actual operation and supplying fall- 
load at normal power factor. To the, air outlet from the stator frame is 
fitted a chimney of such form^nd length as to render th^ flow ofjir steady 
and approximately uniform. Thf area of the top of the chimney is divided 
into a number of equal squares, over each of which the velocity of the air 
is measured by means of, an anemometer or equivalent apj^aratus. From 
the average^reading, and the area of the chimney, the total volume of air 
{V cubic feet per minute) is calculated. The mean temperatures of the air 
at inlet (TJ and at outlet (T^) are also observed by means of standar'clized 
thermometers. If the load on tlje station is variable, the output of the 
unit under test must held practically constant by hand regulation of 
the governo? d!id field rheostat, and the various readings are taken only 
after the temperature rise of the air has become absolutely constant. The 
total losses absorbed by the ventilating air, between the points at which 
the inlet and outlet temperatures are measured, is then given by: 

, loss in kilowatts = X — - --- X (T — T ), 

1650 273 X T 

where the temperatures are expressed in degrees centigrade. The power thus 
obtained, of course, excludes bearing friction, or other loss external to the 
air system, such as in the exciter or in field rheostats. The bearing friction 
may be accurately measured by observing the losses, when the machine is 
-driven unexcited by means of a motor, both by the input tcf the motor and 
by the air-heating method; the excess of the former over the latter gives the 
bearing losses. When due precautions are taken the method capable of 
ample accuracy for efficiency tests .f A possible source of error is in the 
radiation of heat from the frame, whereby a small part of the loss is dissi- 
pjjj^ed y/ithout entering the cooling air; and approximate allowance* for this 
minor, effect is given by: kilowatts radiated == external surface of frame 
and end-covers in square inches X T x 10' ^ where T*is the mean differ- 
ent of temperature between the frame and the surrounding air in degrees 
centigrade. 

The Hopkinson test affords a means of determining the efficienoy of ^ 
machine at unity power factor with an expenditure of power equivalent only 
to the losses; but the method is only applicable when two identical generators 
are availaljle. The two machines are mechanically coupled^ together, witfl 
•a small difference of phase between the rotors, and are arranged to*be driven 

f • See, however, R. Threlfall, “ The Testing of Electric Generators by Air Calorimetry ”, 
Journal^ I. E. Vol. 33, p. 28, for a successful application of the same principle to an open- 
type alternator. • 

t For details of proceduie, see S. F. Barclay and S. P. Smith, Journal, I. E. E., Vol. 57, 
P-393- 
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^by a calibrated motor of sufficient power to su^ly the full load losses o^bofh 
machipes. When the set is run up to normal speed, and equal exciting 
currents are sup(')lied to the two field magnets, a pure power current circu- 
lates be^een tl^ two stators (Art. 7, p. 19), one machine a<9ting as a motor 
and the other as a generator, if a suitable phase displacement has been 
used, full-load current will be obtained with normal terminal pressure. The 
electrical^ input to^the driving motor, less the known losses ♦therein, then 
represents full-load losses in the two alternators. 

It has been explained in Art. i that the possible efficiency of an alter- 

^ nator depends upon such 



factors as thfr initial cost 
and the temperature rise, 
besides the operating 
conditions of voltage, 
frequency, and power 
factor. ‘Tfe curves of 
fig. I show the true 
efficiency to be expected 
in modern three-phase 
water-wheel generators 
designed for a tempera,- 
ture rise in accordance 
with either British or 
American standard rules 
(p. 54), and operating 
at 6600 volts, 0-8 power 
factor (lagging), and a 
frequency of 50* cycles 
per second. When the 
efficiency tests are to be 


ouTBUT-K.v.A made by loading the 

Fig. 1 . — Tn*c kfficiency of Three-phase Water-wheel Alternators generator On 3 , Water 


resistance, it. is n^teiJSiu’y 


that the efficiencies bt' stated also for unity power factor; approximate 
values may b^* obtained fronTj the efficiency at o*8 power factor (lagging) 
by assuming that tBe total losses at unity are three-fourths of the loSses 
^at 0*8 power factor. 

6* Ventilation. — A portion of the loss occurring in an electrical 
generator is conducted to the air in contact with the external surfaces of the 
jnachine, and is carriftl off by convection currents and by the natural circu- 
lation of tir in the station; but the bulk of the cooling is effected 1^ the more 
rapid current of air passing through the interior of the machine. This 
cooling air isl^ be regarded as performing a dual function: firstly, ^f abstract- 
ing heat from the surfaces of those parts of the generator in which losses 
occur; anfl secondly, of absorbing and carrying off that heat. The former 
action necessitates a difference of temperature between the heated surface 
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• and^he air-stream in coniac| witn ii, ana aepends for its magtyude upon 
the area and roughness of the surface, and upon the velocity of the pu^ent 
of air. Thei latter action involves a rise in temperature ^ the cooling air 
itself, the exterft of the rise depending upon the total volume^oi air plr minute 
which passes over the heated surface, llie actual temperature rise of 'the 
surface considered, above the station temperature, is clearly the sum of the 
temperature rise of the cooling air and the difference of temperature between 
the air and the surface. Kence^in order that the temperature rise may be 
kept within appropriate limits, it is necessary that 
a certain quantity of air .per minute be passed 
through tile machine, and at a sufficient linear 
velocity. The movement of air at high velocity 
over rough surfaces requires a considerable drop 
of pressure; and the product 0/ this pressure 
drop into the volume^of air passed pg* minute 
represents an Amount of povfer which has to be 
supplied mechanically to the air, and which is 
ultimately dissipated as heat. Efficient design of 
the ventilating system therefore consists in the 
provision of a suitable ratio of air volume to 
.velocity, and a suitable ratio of surface area to 
mass of active material, in the avoidance of in- 
effective losses of pressure (as by sudden changes 
of velocity or direction), and in bringing as 
much as possible of the cooling air into close 
contact with those parts of the machine in which 
the principal losses occur. 

W^ter-wheel alternators, almost universally, 
are ventilated upon the radial system, which is 
shown diagramatically in fig. 2, and further illus- 
trated by figs. 1.2, and of Chap. IV, p. tr 8 . The 

xJ- u r Fig. 2.— Piidial System ot 

present diagram shows the arrangement of an en- \ent»ation 

clySfe(^ machine, in which the ventilating air is 

circulated by fan blades mounted on the rotor. The machine is symmetrical 
about the vertical centre line, the air^entenng at each* end by inlet ducts 
(A, A), which should be so formed to allow«the air uniformly free access to 
the whole of the inner periphery of the fan. In passing between the fai> 
blades (B) the air receives a high radial and peripheral velocity, so* that a 
strong current of air impinges on the inside of the stator end winding, and 
a pressure of air accumulates in the end guards at C, A portion of tlje air 
passes between the stator coils, and discharges through a iTumb«r of holes 
(D) into the back of the frame. The remainder passes between the field 
coils and^long the air-gap, and thence through radial veSilating spaces 
in the stator core, into the back of the frame. In horizontal shaft 
generators, the air generally leaves the stator frame by a \iumber of 
openings as shown at E. In vertical shaft machines, the sam<^general 
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system is^usually adopted, cxtept that inle| truhto sfer;^ 
pensedrWith, and the construction of the frame is often 
the cooling air discharges through openings at the lower 
is led ai^ay by ^ ducts formed in the foundations. This lurrangeihent is 
illutoated in fig. 3 of Chap. IV, p. 61. 

The iron^oss in the stator core^and teeth is partly conducted radially 
along the^kampingjs to the external cylindricM surface of the tx)re (whence 
it is radiated to the surrounding air), partly to the inner cylindrical surface 
from which it is abstracted by the rapid peripheral current of air carried 
round by the rbtor, and partly by axial conduction (across the laminae) to 
the surfaces of the ventilating ducts. The temperature in the interior of a 
packet of laminations; is thus always greater than any of the surface 
temperatures. 


The copper loss in the slot portions pf the stator winding is dissipated 
both by transverse flow through th^ insulating tube tp the stator iron, and by 
axial flow along the copper to the end connet;tions. In lon^ machines the 
loss is carried off mostly by transverse conduction, in short machines mostly 
by axial flow; in average pr^ictice, however, both means have to be taken 
into account. The copper loss in the end connections, together with heat 
conducted from the embedded parts of the coils, is largely taken up by the 
direct current of air from the fans, which impinges on the inside of the 
winding; but further cooling is done by that part of the air which passes 
behind the end connections and is discharged at the frame holes D. Stray 
losses produced in the core end-plates are also taken up by the latter stream 
of air. 

The rotor copper is cooled principally by the strong radial current of air 
through the faps passing over the ends of the field coils. The air which 
passes axially between the poles is comparatively ineffective, on account of 
its low linear velocity due to the restriction occurring at the entrance to the 
stator vents. A part of the field copper loss also flows into the iron body 
of the poles, and, together with stray losses occurring in the pole-face, is 
abstracted by the high-velocity current in the air-gap. With very large 
pole-face losses this action may be reversed; and, in any case, such losSe^th- 
crease the temperature 6f the field winding. The relative degrees of venti- 
lation of the stalor and rotor windings may be to some extent controlled by 
means of the frame openings ‘at D; inouasing the area of these hoks tends 
40 reduce the temperature of the stator winding and to increase that of the 
rotor winding, while closing the holes has the reverse effect. The air is 
alsojbeated bj friction in passing over the various cooling surfaces within 
^epachine, and by violent eddying motion set up in the air-gap, to an extent 
corresponding with the total ventilation losses, i.e. the sum of fan^ower and 
true windage. 

In very long machines with f^ poles, it may not be possibly to supply 
a sufficient quantity of air to the radial core vents via the air-gap and the 
spaces between the field coils. A further supply of air and additional cooling 
surface^re then provided by axial holes passing through the laminations. 



The am()unt of power coifumed in raising Vc. ft. of air per nlnute to a 
pressure equivalent to a volumn of h in. of water is *000117 The 

total temperature rise of the cooling air in enclosed machines builn to meet 
either British or American standard temj^ratures is usually aboif 20® C. 
Hence, taking the total losses indicated by the efficiency cujjyes of fig* i 
(allowing 10 per cent of the total loss* as bearing friction and ip per qpnt 
for heat radiated without enfering the cooling air), it»is found#that the 
necessary air volume for large machines is approximately V 350 c. ft. per 
minute per 1000 k.v.a. normal output. In small machines the lower effi- 
ciency is compensated by e greater proportion of the loss Keing dissipated 
by the fran?e. The air pressure varies considerably; but a low pressure is 
usually associated with a low fan-efficiency; and a^ approximately i^pre- 
sentative result may be obtained* by assuming a pressure of 5 in. water- 
gauge in the end guards, in combination with a fan efficiency of 40 per 
cent. The;^ ^le totah ventilation loss* becomes -oooiiy x 350 X 5/0*4 
= 5 kw. per 1000 k.v.a. normal rated output of tht generator. 

7 . Heating. — Continuity of servi(;e in an alternating-current gene- 
rator, apart from occasional attention to mechanical requirements such as 
wear of bearing liners or the tightening of winding clamps, becomes almost 
entirely a question of the permanence of the insulation. Accidental imper- 
fection of the insulation at any point may, of course, lead to failure very shortly 
after the machine is first put into operation; but such w^eakness should be 
revealed by a pressure test and measurement of the insulation resistance of 
the hot winding after the generator has run on short-circuit for several hours, 
and as a rule may readily be rectified. A more seripus cause of breakdown 
in high-voltage machines may arise from the formation of njtric oxides or 
of ozone, due to electric discharge across narrow* air spaces,*either between 
the conductors and the inside of the insulating wTapper, or between the out- 
side of the insulation and the iron core. This action occurs wily when a 
critical value of the electrostatic field in the air space is exceeded, which 
results from th«i use of too thin a covering of solid insulating material. 
The r^ults are particularly disastrous when nitric oxides are ffirm^d inside ' 
the wrappii%; and all internal air spaces should jherefore be particularly 
avoided. At pressures exceeding aboyt 8000 volts to^ earth, however, it 
is yery difficult to avoid the formation of a tnace of ozgne at the ends of the 
slots and at the edges of radial vefTts, at whfch points the dielectric stress 
is a maximum. 

Passing over, however, these several causes of failure, which are to be 
avoided in the design or in the construction of the ggneratort the leng-*h of , 
time during which the insulating materials are capable of retaining 
essential ^ectrical and mechanical properties depends priniarily*upon the 
temperatures that these materials attain in the working of the machine. The 
effect of ^olonged subjection to a high •temperature is mainly to destroy 
the mechanical strength, flexibility, and toughness of the materials; disinte- 
gration then follows, as a result either of the slight but rapid vibration which 
IS always present in an electrical machine, or of an abnormal shock. due to 
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sudden sbort-circuit; and ultimately electric{l[ failure takes place. Break- 
down may also occur, without previous mechanical damage, in the portions 
of the stator winding nearest to the terminals, due to an exdfessive rise of 
pressur^in switching operations^ or to electrical disturbances on the trans- 
mission systfm; but the effect of high temperature upon the dielectric 
strength of the insulation is generally much less important than its destruc- 
tion of the mechanical properties. ^ * 

For such reasons failure of the insulation if excessively heated is almost 
equally to be expected at any point of the winding; and the temperature 
which has to be considered in this connection is therefore the temperature 
of the hottest point in each kind of insulation. The positions of the hottest 
points in any one ma(^'ine vary with the condition of working. On normal 
load, in order that heat may flow from tne embedded stator winding both 
radially and axially, the copper necessarrily reaches a higher temperature 
than the surrounding iron, and the hottest point of the win(Jing generally 
occurs about midway between the two ends of the core, and on the top 
conductor in the slot. On short-circuit, although the stator core carries very 
little flux, the iron near the ‘extreme ends of the core may be considerably 
heated by stray losses in the teeth and core end-plate. In consequence of 
this, the stator copper near the ends of the slots may reach a much higher 
temperature than on normal load. On open-circuit the temperatures of all 
parts of the armature winding are much lower than on load. In the field 
winding, the temperatures within the body of the spools are higher than 
-those of either the inner or the outer surface; the maximum generally occurs 
somewhat nearer to thf inner surface, approximately midway between the 
two ends of t^he machine. 

8. * Measurement of Temperature. — While the safe working load 
of a machine strictly depends upon the highest temperature attained’ at any 
point, in practice this maximum temperature cannot be directly observed; 
for, in the first place, it occurs on the inner surface of the insulating wrapping 
and therefor^ in contact with conductors working at a high potential, and 
secondly, because the location of the hottest spot in any particular igaachine 
is not known. The maximum temperature can thus only be deduced Trom 
a consideratioij of ^uch temperature^ readings as are conveniently obtainable; 
and the probability pf a reliable result is to be increased by making a Ijrge 
number of observations in thdse parts o!^the machine which, from experience 
•and theoretical considerations, may be presumed to contain the hottest 
points. 

Three methods a^e available for temperature measurements in electrical 
tna^:hines, namely: (i) embedded temperature detectors, (2) the resistance 
method, ^3) thermometers. 

The clo^st approximation to the maximum temperature is given by 
embedded detectors, which may bft either thermocouples or resistance ther- 

• In contiection with Arts. 8 and 9 the reader should consult: British Standardixation 
Rides for Electrical Machinery, 1917, Report No. 72, British Engineering Standards Com- 
mittee; >lhd Standardisation Ru^es of the American Institution of Electrical Engineers, 1918. 
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The former conalsts of two thin wires of different^etals— 
Siy copper and constantan (a copper-nickel alloy)— vrelded together at 
^ir Lds so as to form a closed circuit, the copper letd contfimng a 
Slvanometer. When one junction is raised to a higher t^peratvAe than 
the other, an electro-motive force proportional to the difference of tefti- 



perature (equal to about 43 microvolts per degree centigrade) is produced 
in the circuit, and the galvanometer scale is calibrated so as to indicate ^thq, 
difference bf temperature directly. Fig. 3 shows a complete thermocouple 
equipment, including galvanometer, a vacuum bottle containing the co d 
junction with a thermometer, and a doubk-pole multiway switch by means 
of which any one of a dozen “ hot ” junctions, situated at different points 
in the machine, may be connected in circuit. The indicating instrument 
is provided with a zero adjustment by which the pointer can be se^to the 
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temperature of the cold junctihn when the cfVcuit is open; the subsequent 
readings then show the actual temperatures of the hot junctions directly. 

Thoj. resistance thermometer consists simply of a small fl&t coil of fine 
wire, arid some •form of “Wheatstones’ bridge ’’whereby tlie resistance of 
the coil maj; be measured, the law of variation of resistance with tempera- 
tiv:e havipg been previously determined by calibration against a standard 
thermometer. The change of resistance is indicated by the" resulting un- 
balance of the bridge, as measured by theocurrent in the galvanometer when 
a known voltage is applied to the bridge. A constant voltage is maintained 
by adjusting a resistance in series with the battery until the galvanometer 

shows a standard deflectibn, when a 
fixed “ unbalancing resistance ” is tem- 
porarily inserted in one arm of the 
brid(2:e. A typical output is shown in 
fig. 4, a mult’way swi^h^ being used 
(as with thermocouples) so that the 
^ temperatures at a number of points 
may be read on the one instrument. 
Neither the thermocouple nor the re- 
sistance thermometer has any decided 
advantage as compared with the other, 
provided that the resistance coil be 
concentrated within a very small space. 
If the coil occupies a considerable length,, 
and especially if it is partly in contact 
with a well-cooled surface or passes 
across a ventilating duct, the tem- 
perature indicated must be" lower 
than the maximum. The thermo- 

Fig. 4 —Indicator Panel for Thermocouples COUple, perhaps, haS SOme advan- 

^ tage on the grounds of simplicity, 

small qost,' and general robustness. ^ 

It is possible to plap temperature detectors of either type in actuat'cbn- 
tact with the , copper conductors, provided that they are placed on one of 
the conductors immediately adjacent to the neutral point, and that the letter 
is dead earthed. The highest reading^ ‘ 6 f several detectors so situated gives 
^ a pep/ectly reliable measurement of the temperature of the hottest point in 
the winding. Since, however, it is not always possible to use a dead-earthed 
neutral, and ^ince aqy misplacement of the detector or a subsequent altera- 
c.tictfi of the terminal connections involves so great a risk of breakdown or 
danger otf shock in making temperature readings, detectors are rarely placed 
in contact ^ith the conductors except for experimental purposes. For 
practical safety the detectors haVe to be placed outside the maia insulation, 
and consequently indicate temperatures appreciably lower than that of the 
copper. When there is only one coil-side per slot (i.e. when the one or 
more inductors in the slot are contained within a single insulating cell). 
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one detector should be placed between tSe outside of the cell ai)4 the slot 
wedge, and another between the outside of the cell and the bottom pf the 
slot, as in hg. 5 (a). The higher of the two readings thSs obtained will 
still be appreciably lower than the maximum temperature of the#copper, 
the error increasing with the thickness of tne insulation. In the 's'ts^dardi- 
zation. rules of the American Institute of Electrical Engineers, the htaximum 
copper temperature is taken i.s the highest reading obtainable by, pairs of 
thermocouples arranged in this planner, p/us 10° C., p/us 1° C. for every 
1000 volts by which the terminal pressure exceeds 5000 volts.* When two 
separately insulated coil-si^les per slot are used (twe-layef winding), the 
detectors slfould be placed between the two insulating cells, as shown in 
hg- 5 (^)- A detector so placed indicates very nearj^ the average of the 
copper temperatures of the 
two conductors, independently 
of the thickness of insi^lation 
used; and, in*t?ie rules referred 
to, a uniform addition of 5^^ C. 
is made in this case to obtain 
the maximum temperature of 
the copper. 

♦ In the resistance method 
of temperature determination 
the resistance of the stator or 
rotor winding is used as an 
indication of its temperature. 

The principle involved is the 
same as that of the resistance 
thermometer described above; 
but there is the important difference that, whereas the embedded detector 
is concentrated within a small space, and so indicates practically the tern- 
perature of a particular point, the resistance of the entire winding gives a 
measure of the average temperature throughout its length. If be the 

knoWf^Tesist-ance at a temperature of // C., and R be the resistance 
measured hot, then the average temperature of the winding is given by 

The resistance of the field winding is obtained from the exciting current 
and the potential difference between the slip-rings (for, which separate poten-^ ^ 
tial leads must, of course, be used); the rotor temperature can thus be^re • ' 
mrded continuously during the operation of the machine.f 'The resistance 
5 the stator winding, however, can only be readily measured after the 
tiac me h*s been shut down, and by the lise of a separate supply of direct 

+ is undoubtedly too small. Compare Art. 9. 

ohm-meter ” has been suggested for showing the temperature of 
ne rotor winding continuously on an indicator. 



5 Location cf Embedded Temperature Detected 
(a) One coil-side per slot. (6) Two coil-sides per slot. 
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^ current. ^ If a sufficient interval *of time elyses for the winding to have 
cooled appreciably, it is necessary to take a series of readings at equal 
interval^ of tinnfc, from which the approximate temperature at# the instant of 
shut-dcfvn may be obtained by extrapolation. In additioi? to the fact that 
the measurement depends upoft the temperature of the copper itself, the 
resistance nfethod has the advantage of requiring only one observation and 
of presqn*cing a single result free from any arbitrary element as in the loca- 
tion of embedded detectors; but this result, being the average temperature 
of the winding, must always be consider^ly lower»than the temperature of 
the hottest spot. The difference varies greatl}^ with the size and type of 
machine, and between different designs for the same rating. Tiie difference 
is greater in long tl^n in short machines (since in the former the heat 
devdoped in the slot portion of the wimling and flowing towards the ends 
has farther to travel), and greater in hjgh- than in low-voltage machines 
(since in the former a greater proportion of the copper loss is transmitted 
to the end connections). In the standard rales of the An^^ican Institute 
of Electrical Engineers the temperature of the hottest point of the winding 
is taken as io° C. above the result obtained by the resistance method. It is 
doubtful whether this allowance is sufficient for the type of machine 
commonly employed in water-wheel units; a higher figure should certainly 
be used for extra high-tension windings, and for both stator and rotqr 
windings of specially long machines. 

The third method of temperature measurement, by means of thermometers y 
although very widely used on the ground of simplicity, cannot be depended 
upon to give a true indication of the temperatures of the hottest points in 
the windings. The thermometer can only be applied to external surfaces; 
that is, to the outside of the field coils, the end connections of the stator wind- 
ing, and the iron of the stator core. In the case of the field winding, the maxi- 
mum surface temperature is lower than the average temperature as measured 
by resistance, and considerably lower than the maximum internal tempera- 
ture of the winding. In the American rules the maximum internal tem- 
perature i% taken at 15° C. above the maximum surtace temperature. 
With ^trap-on-edge field coils this allowance may be sufficient; '^xst in 
wire-wound coils in which there are several thicknesses of insulating 
material, through which the heat has to flow to the surface, the internal 
temperatures are higher. > 

On the stator winding the thermometer being applied outside the insu- 
lation does not as a rule show the temperature of the copper; and being 
applicable oniy to the end connections, which are nearly always cooler than 
the embedded portions, generally gives a result which is considerably lower 
thin the. aver?ge temperature of the whole winding (or the “ resistance 
temperature). The slot portions and the end connections, however, require 
separate consideration. It is possible in some cases for a thermometer 
placed on the end connections to indicate very nearly the temperature of the 
copper. Such a result is obtained when the bulb of the thermometer is 
placed between two adjacent conductors, or between a conductor and a 
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wooden clamping-block, or a1^ other similar*points at which the Radiation 
of heat from the surface of the insulation is greatly restricted.* Th^ tem- 
perature indicated is then very nearly the actual temperatui% of th^ copper 
in that region, aftid this will very often (especially in short machines^ be the 
maximum temperature in the end connections. Although lower than the 
slot temperatures, this figure may be of. greater importance, since it is n^t 
always possible to insulate the end connections with materials capable of 
safely withstanding the same teryperatures as the insulation used in the 
slots. In long machines a higher temperature may occur where the conductors 
leave the slots, due to the a?^ial flow of heat to the end windirf^; this reading 
cannot be aecurately obtained by thermometer. The temperatures of the 
copper in the slots can only be estimated from readiyigs taken on the core 
iron, on the inner cylindrical surface or on the surfaces of the radial 
ventilating ducts between the s,\oi^ (i.e. on the teeth). These surfaces are 
always cooler than the^ slot walls, that, is, lower than the readings of 
detectors sitilaftd as in fig. ^{a); and temperatures ^ken on the vent 
surfaces behind the teeth, or on the external cylindrical surface of the 
core, are, of course, still lower. As regards the .end connections an addition 
of more than 5° C. may often be unwarranted; and, on the other hand, for 
the slot copper the allowance should at least include the correction for insu- 
lation thickness which is applied to embedded detectors when there is one 
conductor per slot. 

Further, the reading of a thermometer may differ appreciably from the 
surface temperature which it is intended to measure. The thermometer 
bulb cannot make good contact with the surface to which it is applied; con- 
sequently, if the remainder of the bulb is surrouncfed by cooler air — and 
particularly if exposed to a current of air — the reading is miy:h lower than 
the actual temperature of the surface. This defect may be obviated by 
covering the exposed side of the bulb with a pad of felt or cctfton-wool, 
but such additional covering hinders the normal cooling, and the surface 
temperature in that region is increased. The thermometer, however, can 
never indicate a higher temperature than that of the copper; and unless so 
mucl^pftlding is used that the general ventilation of the winding is impeded, 
the copper temperature cannot be locally increased to any appreciable extent. 
In the measurement of stator core temperatures it is clear th&t the thermo- 
meter may yield very irregular resulter, and is particularly unreliable because 
the error may be in either direction. These difficulties peculiar to the use of 
the ordinary thermometer may be avoided by substituting for it either a 
thermocouple or a resistance thermometer. With the former* especially it 
is a simple matter to make a perfectly good contact witfi the surface, and so 
obtain an atcurate reading independently of exposure to currents of cold 
air. The hot-spot corrections to be applied remain as for ordinary ther- 
mometers, q^d thi^pplication of a thermo<iouple must not be infused with 
its use as an embedded detector. 

It has already been mentioned that the location of the hottesf point of 

Compare die behaviour of an embedded detector with two conductors per slot (fig. 5 b). 
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the statdfr winding is quite different on shoft-circuit and on normal load; 
it is therefore necessary for the stator temperatures to be taken when the 
machine is working as nearly as possible under rated conditfons, and pre- 
ferably Von actual load at normal power factor. For the purpose of works 
tests, however, any of the metliods of operation described in connection 
vyith efficiency measurements can be used (see Art. 5). In addition several 
methodt are avail^le in which the normal cdhditions of heatirtg are approxi- 
mately realized, but which do not lend themselves to the actual measurement 
of the losses. For example the stator winding m 3 y be connected in open 
mesh or delta, 5 nd full-load current caused to circulate by means of a booster 
transformer, at the same time that the field is excited to give normal induced 
pressure. The heatkt^ of the field winding may be determined with suffi- 
cient accurracy by running the machine ftn open-circuit at full-load exciting 
current. The temperature rise on actual load may be slightly higher than 
on open-circuit, owing to the greater temperature of the coojing air and of 
the stator face, and to the presence ()f pole-face losses. If itis inconvenient 
to make the field heating test at fu]l-load exciting current on account of the 
large driving power requirod, when the test is carried out at the maker’s 
works, the temperature rise per kilow’att excitation loss may be found from 
a test made at a somewffiat lower current, and increased proportionately to 
correspond with the excitation loss on full-load. The field-heating constant 
cannot, however, be deduced from a short-circuit test, since pole-face losses 
then form an abnormally large part of the total heat liberated in the rotor. 

9 . "^Temperature Limits.-The materials used for the insulation 
of w'ater-wheel alternators may be divided into two classes as regards their 
ability to withstand prolonged heating, namely: 

Class ^.—Impregnated cotton, silk, paper, and similar materials;. 

Class .6.— Mica, asbestos, or other materials capable of resisting high 
temperatures. 

Accordinj: to both British and American standard rule's the temperatures 
to wffiich these two classes of materials may be continually hjfated,N^hout 
loss of their mechanical or insulating properties, are 105® C. and 125° C. 
respectively. Materials of class B^are usually applied in combination with 
others of class A, both for, convenieicee in applying the insulation arid to 
give solidity and toughness to the complete wrapping. Such composite 
material may be considered as belonging to Class B provided that, if the 
class A materials be destroyed by heating, the mechanical and insulating 
properties of the wrapping are not impaired. 

‘ Except inwvery small machines of which the field coils may be wound 
with square double-cotton-covered wire and impregnated, the rotor winding 
almost invarhibly consists of copper strip wound on edge, consecutive turns 
being separated by strips of “ micanite ” (-oi in. to -02 in. thick), and the 
entire coil insulated from the pole by a spool built up of micanite or 


• .See footnote, page 46. 
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bakelized boards. The micaijiite separators are composed of smallf pieces of 
pure mica built up into a uniform sheet by means of shellac, sometimes upon 
a paper bas6^ and hot pressed. The shellac remains an f ffective' binding 
material even ^fter subjection to great heat; but its entire remov’%1 in this 
case causes no defect in the insulation. ^ * 

The embedded portions of the stator winding (except i?i very small 
low-voltage generators) are insulated with a wrapping of “ mic?l-^oliun? 
This material consists of a thin layer of mica, built up of small pieces, assem- 
bled on a base of thin tough paper by means of shellac. The requisite 
number of turns of mica-folium are wrapped loosely round the conductor, 
and then worked into a ver\' tight and hard rectangular cell by a process of 
hot ironing, generally combined with steam pressin^^ Wrappings of this 
kind may be heated until the paper backing is completely charred, ytt the 
whole remains perfectly sound both mechanically and electrically. It has 
been found, both by laboratory tests an^ from experience in the operation 
of machines^ TRi ving high intetnal temperatures, that such materials can be 
worked continuously and with complete reliability at temperatures of i8o° 
to 200° C. As previously mentioned, iSrge high-voltage generators working 
at standard temperatures as shown by thermometer uhvays have internal 
temperatures far in excess of the limit of 125° C. previously quoted.* At 
these high temperatures failure is almost entirely a question of brittleness; 
and much undoubtedly depends upon the conductors fitting very closely in 
the slots, the absence of vibration of any kind, and the end-windings being 
so firmly clamped that, in the event of short-circuit, the projecting ends 
of the slot cells are relieved from all mechanical shock. In other methods 
of construction the inner layers of the slot insulatfon, which are in contact 
with the conductor and therefore reach the highest temperatures, are of 
class E materials, while the outer layers which are in contact with the slot 
walls are of class A. The temperature at which the inner layers are 
worked must then be so limited that the hottest part of the class A in- 
sulation does not exceed the limit specified for that class. 

The end connections, being curved, cannot readily be insujated with a , 
mica^folium. wrapping, and various materials in the form of tape*have to 
be adopted. The tape may be from one-half inch t6 one inch wide, depend- 
ing upon the radius of the sharpest bentl to be covered, &nd* Successive turns 
are overlapped by nearly one-half <ke width of the taffe. For generators of 
moderate voltage, cotton tape impregnated with elastic insulating varnislj 
(such as Empire cloth ”) is commonly employed. Such materials ‘clearly 
fall under class A. At higher voltages, generally above 3000 volts, it is 
modem practice to use a “ mica-cambric ” tape consisting of a layer of pure ' 
niica betsfeen a cotton tape and a thin paper strip. These .tapes will ^uite 
safely withstand temperatures considerably in excess of that given for class 
A materials, and can safely be regarded as of class since even if 

• For important data and discussion relative to the use of higher temperatures with class 
B materials, see G. A. Juhlin, “Temperature limits in large A.C. generators", Journal 
iJ&J?.,Vol.59.p.28i. * 
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the cotton basis of the internal layers weije to carbonize, the external 
layers, being at a much lower temperature, would not be injured, and 
would jiold thf essential layers of mica firmly in place. Such material 
is used partly on account of the somewhat higher copper temj)eraturef8 occur- 
ring in a high-tension winding, ahd partly to obtain a high dielectric strength 
with a moderate thickness of wrapping. Where space has particularly to be 
economk'.ed, “ miq^-silk ” tape may be substituted. In present practice the 
temperature of end connections is usually restricted to the standard figure 
for class A insulation. Consequently it may be fctund, especially in short 
machines, that Vhe current-carrying capacity of the stator winding is limited 
by the temperature of the copper at the ends of the slot cellf, where the 
taping of the end-\\^ding commences, rather than by the much higher 
temperature obtaining at the centre of the core, where the insulation is of 
class B. o 

A matter requiring particular a/tention is the m^erial used for the insu- 
lation between the,, individual conductors, where several coifSuctors are en- 
closed within a single main insulating wrapper; for a failure between adjacent 
strips, whether in series or in parallel, invariably results in the breakdown 
of the main insulation. Since the temperature of the end connections is 
in any case limited to that appropriate to class A material, no further restric- 
tion can there be required on account of the internal insulation. But in 
the embedded portions of the coils, if the insulation of adjacent strips consists 
only of cotton tape, Empire cloth, or similar materials, the maximum 
copper temperature permissible is that given for class A, and no advantage 
in this respect is obtained by the use of a mica slot cell. Mica-cotton or 
mica-silk tape, on the other hand, if containing a considerable proportion 
of pure mica, (^n here be regarded as of class B; for if the backing be entirely 
destroyed, the layer of mica remains in place as effective insolation. 
Alternately cotton-covered conductors may be impregnated with bakelite 
varnish, which forms an effective mechanical and electrical separator 
between adjacent turns, capable of withstanding the temperature appro- 
priate to class B insulation. These remarks apply even where the adjacent 
strips are connected in parallel, the pure mica being still essential as ?tleat- 
resisting mechanical separator although not required for dielectric strength. 

10. Temperature Guarantees. — The standard rules of both the 
British Engineering Standards Associiftion and the American Institute of 
(Electrical Engineers stipulate that the resistance method (Art. 8) shall be 
use^invariably in determining the temperature of the field winding, and 
whenever possible in the case of the stator winding. For the rotor, the 
, method presents no^pecial difficulty, and has proved quite reliable in 
practice; but so much difficulty has been experienced in obtaining a 
dependable reading of the maximum resistance attained by the stator 
winding, that' the method has in ehis case been largely abandonejl in favour 
of thermometer readings, notwithstanding the well-recognized irregularities 
of the latter means. 

In the American rules, and in those of the British Engineering Standards- 
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Association of 1917 (No. 72), it is stated that, when thermometers>hre used> 
the highest reading is to be increased by 5° C. in order to obtain the tem- 
perature whioh would be indicated by the resistance. It ha# been ejjplained, 
however, that the difference between the temperatures, shown by'pthermo- 
meter and by resistance, is usually much g?eater than 5° C., while in certain 
circumstances the thermometer may indicate very nearly the ?ocal internal 
temperature on the copper, which may be higher than the average*(yr resist- 
ance) value. Owing to this wide range of uncertainty, no completely 
logical value can be assigned to the necessary allowance; and in the recent 
revision of the British rules the correction has been entirely ignored, and 
the limit pi»eviously recommended for the resistance method has now been 
adopted for use with either method. The most modern tendency, however, 
is toward the use of embedded detectors as the basis of temperature 
guarantees for the stator, while the resistance method is retained for the 
rotor, since detectors jannot there be rjeadily applied, and the exact tem- 
perature is b^ess importance, owing to the low voltage. By these two 
means, a continuous record of both stator and rotor temperature can be 
obtained during the normal operation of the machine. 

Where thermometer readings are employed, it is necessary for the 
machine to be shut down in order to observe the maximum temperatures 
gn the stator. The temperature then becomes more uniform throughout 
the winding; and since there is practically no ventilation, the accessible 
surface temperatures increase. The readings of embedded detectors, and 
the resistance, decrease upon shutting down. 

While the nature of the insulating materials employed sets a limit to 
the actual temperature which the winding may attain at any point, the 
output obtainable from a given machine is determined by the permissible 
rise of temperature of the windings above the temperature of the cooling 
air.* The temperature guarantees of a generator are therefore always 
expressed as the rise of temperature when the machine is carrying normal 
rated output. 

The air temperature, in the case of open-type machine^ is usually 
measufed at a distance of a few feet from the frame, and in the direction 
of the flow of air towards the machine. In enclosed machines, the air 
temperature is taken in the air duct, a! the point of enfranc*e to the gener- 
ator. Since a considerable part •of the cotiling is Effected by radiation 
from the frame, the temperature rise is sometimes reckoned from a con- 
ventional “ ambient temperature ”, such as: (room air temperature plus 
four times inlet air temperature) divided by five. 

The permissible temperature rise is, of course, obtained by subtracting 
from the limits of temperature, discussed in Art. 9, the probable maxirflum 
ar temperature at the site where the machine is to be installed. Standard 
machines ^are damgned for an air temperature not exceeding 40° C. The 

• The output obtainable for a given rise of temperature depends also to | small extent 
upon the temperature of the cooling air, smee a higher actual temperature increases the 
I'BWrtance of windings. 
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permissiKe limits of temperatiM-e*^rise, as determined by embedded detec- 
tors, are then; 65 C. with insulation of Class A, and 85® C. with materials 
of Clas^ B. T 4 ie corresponding maximum observable temperatures are 
then: b^ the resistance method, 55^" C. and 75° C.; and^by the* use of 
thermometers (or detectors applied to external surfaces of' the finished 
machine), 50 C. and 70° C.* Laige modern water-wheel alternators are 
frequently’ designed to work at these limits on normal fulHoad, and to 
withstand without injury the temperatures attained in working on an over- 
load of 25 per cent for a limited, period, usually two hours, following 
operation for avJong period at normal load. This form of rating takes 
advantage of the facts that the mica-tape insulation employed on the stator 
end-connections is yidoubtedly superior to the ordinary materials of 
Class' A, while the micafolium slot cells, and micanite field-coil insulation, 
are unaffected by temperatures far in ^excess of those standardized for 
Class B materials. 


• The thermometer limits mentioned are those of the Am. I. E. E., and the earlier B. E. S. A. 
rules; as previously stated, the revised B. E. S. A. rules adopt 55° C. and 75° C. for ther- 
mometer also. 
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Alternator Construction 

Description of figs. 1,2, and 3; stator frame; s|ptor core; stator 
windings; magnet wheel;, pole construction; field winding. - 

1 . Description of Figs. 1*2 and 3 . — In illustration of some of 
the construc.ti<iiial details described in this chapter, reference will be made 
to the sectional drawings of three typical water-whec^ alternators which 
are here reproduced. These represent machines of the following 
ratings.^ 

Figs. 7, la, and ib: 2000 k.v.a. 1000 r.p.m., horizontal shaft generator; 
1600 kw. at 0-8 power-factor; 10,000 volts; three-phase, 50 cycles per 
Second, 6 poles; with overhung exciter, i6 kw. at 70 volts. The machine 
is one of eight built by the British Westinghouse Electric Manufacturing 
Company for the power stations at La Pique Superieure, of the Compagnie 
d’fileCtricit^ Industrielle, France. The rotor is composed of unbored discs 
with poles integral with the rotor body, and ha^ a special construction 
of spigoted pole tips; the stator winding is of the concentuic type, with 
end windings arranged in two planes. 

Fig. 2 (in pocket at end) and fig. 2a: 8000 k.v.a., 4^0 r.p.m,, horizontal 
shaft generator; 6000 kw. t 075 power-factor; 4500-5000 volts; tfiree-phase, 
45 cycles per second, 12 ^:oles; with overhung exciter, 45 kw. at 100 volts. 
One of two machines built by the same company for the Societa Anglo- 
Rong^jpa, Italy, for Rome. The rotor is built up of discs pressed on to 
a shaft, with laminated dovetailed poles; the stater winding has involute 
coils with full-pitch “ wave ” connections. 

Fig. j: 20,000 k.v.a., 575 r.p.m., vertical shaft generator; 18,000 kw. 
at 0*9 power-factor; 11,000 volts; three-phase, 50 cycles per second, 16 
poles; with vertical exciter carried on shaft extension, 95 kw. at I75^*9lts? 
A standard water-wheel unit of the Metropolitan- Vickers Electrical Company, 
provided with top guide bearing, and a Mitchell thrusi bearing carrying the 
entire weight of alternator and turbine runner, and the hydraulic thaist! 
The rotor consists of three cast-steel wheels, with dovetailed laminated 
poles; the statojybas short-pitch “ lap ” coils of the involute ^ype. 

M thAe machines are radially ventilafed by fans mounted on the rotor, 
In each case the overspeed is 80 per cent above the normal running speed, 

• By courtesy of the Metropolitan- Vickers Electrical Company of Manchester. 









Fig. 20 .— 8000 K.\;.A., 450 r.p.m., Watkr-wheel ArrERNATOR, 
End Guards Removed 
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2. Siator Frame.—This^is usually an iron casting of hollow box 
sectioij, ^of which common forms are represented by figs, i, 2, 3, and 4. 
On the Vinner cftameter the frame carries a number of heavy ‘axial ribs, in 
which dovetailed grooves are cut to receive the keys on the core stampings. 
The ends of the frame are so fortned as to provide a substantial support for 
tl^e core end-plates, and are also mtchined to carry the winding guards or 
enclosing covers. ^The outer wall of the f1*ame in small ahd low-speed 
machines is perforated by a number of Igirge openings through which the 
ventilating air is immediately disdiarged. In lafjge horizontal machines 
it is usually required to discharge the whole of the heated air either at the 
top of the frame, whence it is readily carried away by the natural ventilation 
of the station, or at me bottom, where connection is made to a special duct 
leading to the outside of the building. The frame is then made entirely 
closed on the outside with the exception of a single large opening at the 
top or bottom. In large vertical-shaft machines th^ air may be discharged 
at the top or bott«CTi end of the frame; but more commonljT the frame has 
openings in the outer cylindrical wall, the hot air being sometimes collected 
and carried away by an external sheet-metal trunk. The frame must be of 
ample section, particularly near the sides of the opening, to allow the dis- 
charge of the air without appreciable drop of pressure. 

Frames up to about 10 ft. in diameter can generally be made sufficiently 
rigid to maintain a true circular form when the entire weight of the stator 
is carried on two main feet, one on either side of the lower half of the frame. 
Larger vertical frames, however, generally need additional support in order 
to avoid distortion and consequent unbalanced magnetic forces. The 
simplest means of preventing such deformation is by the use of one or two 
auxiliary suppo/ts placed under the lower half of the frame; the lower half 
being thus directly supported, the stiffness of the sides of the frame effectively 
relieves thf bending stresses in the upper half. This method of support 
is usually sufficient for the largest diameters required in horizontal-shaft 
water-wheel units. 

For^easc of casting, except in machines of small diameter, the frame 
casting is divided on tlje horizontal, and, if necessary, also on the vertical 
diameter. The parts are accurately registered at the joints by keys, and 
secured by a number of bolts passing through heavy flanges. The joint is 
sometimes more conveniently «nade by Ibftg bolts passing through the frame, 
fig. 4, external flanges being then avoided; but to reduce their elastic 
extension such bolts need to be of large diameter. Frames for large vertical 
unit;^ are usually made in several sections, only light bolts and flanges being 
Required. Where transport facilities are limited, and where at the same 
time it is undesirable to build and wind the core on site, it is*8ometimes 
necessary to make the. frame in several parts, each containing a portion of 
the core complete in itself, thus* allowing easy assembly on sitt. Where 
it is possible to carry one-half of the total weight, the frame is best divided 
somewhat *below the horizontal diameter; when three parts are necessary, 
the upper half may be in one piece while the lower and heavier part is 
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further divided at the bottom. Exceptionally heavy frames may be made 
with the feet separate, and the ring divided into four or more sections. 
For split stafbr windings see Art. 4. ^ 


I 



Fig. 4.— Stator Frame, showing Long Bolts and Special Ribs fo^ Split Yolft 


The splk-frame construction is also often required as givirfg ready access 
to the stator 0|;rotqf, for inspection or repairs, by removing the upper half 
of die frame. Alternatively, the complete stator may be arranged to be 
^ved axially by screwgear on extended machined facings provided on the 
h^phtty sufficiently to expose the whole of the stator and rotor faces. These 
Constructions are open to some objection. The split stator necessitates 
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an expensive construction of b6th core and stator winding, and in any case 
some ^disconnection of the winding is unavoidable; while the sliding stator 
needs af* longer and therefore much heavier shaft and bearings? and occupies 
a consicjerably greater floor space. With dovetailed pole§ it is usually a 
simple matter to provide gear by which a pole may be withdrawn axially 
\Yithout dismantling any other part^of the machine, thus providing a space 
sufliciert ^to allow the inspection or replacehient of any part of the stator 
winding. 

3. Stator Core. —When the external diameter of the core does not 
exceed about 4 ft., as ?n small generators driven by high-speed Pelton 
wheels, the stampings may be complete circles, provided with a single 
key to ensure correV't alignment of the slots. Larger cores are built up of 
segmental stampings, each stamping being located by two key ways, sepa- 
rated by one-half the width of the segment. Successive circles of punch- 
ings are overlapped by one-half the width of a segment, so that the joints are 
staggered. The number of segments per fcircle depends partly upon the 
dimensions of the sheets of steel economically obtainable, and also upon the 
number of slots required. If there is an even number of slots per segment 
the stampings are all identical (fig. 2); but with an odd number of slots per 
segment two different stampings are required, one-half of the total number 
having a slot on its centre-line and the remainder a tooth on the centre-litie 
(fig. i). This may be avoided by using an odd number of key- ways and 
frame ribs, with segments of such a width that the number per circle is 
a whole number one-half \ the core is then built up as a continuous spiral. 

With a small number of segments per circle, radial movement of the 
stampings is effectively prevented by their close contact at the joints, and 
keys of the simple form shown in fig. i are then only required for accurately 
locating the segments and to prevent possible rotation of the complete core. 
With a la,rge number of segments, however, the segments need to be indi- 
vidually secured to the frame in the radial direction, for which purpose dove- 
tailed keys are necessary. The key may be a separate bar of mild steel, 
screwed to tlie frame casting, dovetailed slots being punched in the segments. 
Alternatively the dovetail may be an integral part of the stuping," fitting 
into a groove cut in the frame casting (fig. 2). When the complete core has 
to be split, special half-segments are required on either side of each joint. 
Since there is only one keyway in each afithese small stampings, it is necessary 
::to provide two extra plain frame-ribs on either side of the joint, as indicated 
in'fig. 4. 

^The core is clamped axially between two cast-iron end-plates. For 
small diameters, these are made as complete circles, and secured in position 
by segmental keys engaging with recesses turned in the frame casting (fig, i). 
One end-plate is sometimes cast solid with the frame. In machines of large 
diameter the i^nd-plates are preftrably made in segments, and tf^e retaining 
keys are replaced by bolts, passing behind the core, as in figs. 2 and 3. 
Bolts pasSing through holes in the core need to be thoroughly insulated, and 
to be a very tight fit to prevent vibration. 
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The core end-plate covers only the part*of the stampings lying behind 
the teeth; and to prevent the teeth themselves from spreading axially and 
so allowing vtbration, additional tooth supports are required* at the lends of 
the core. Thelle generally take the form of segmental castings , carrying 
inwardly projecting radial fingers. To reduce stray losses and local heating, 
tooth supports are usually of bronze. For large machines, the Angers (when 
of bronze) need to be of very heavy section to give sufficient stiffhe^s; and 
for this reason are often replaced by malleable-iron castings. Owing to the 
reduction of section which is then possible, the heating can still be kept 


within permissible limits by careful design. In tmall machines the tooth 
supports may be riveted to the end stampings of the ^e; but in larger 


machines are preferable 
screwed to the inner 
face of the core end- 
plate. Fig. 5 {a) show^ 
a small cast gun-metal 
finger - segment riveted 
to the core stampings; 
while {b) shows the ar- 
rangement of a malle- 
able-iron tooth-support 
suitable for a large 
generator. 

The radial ventilating 
spaces in the body of the 
core are formed by sepa- 
rators attached to the 



core stampings on^ one 


Fig- 5- — Stator Tooth Supports 


side of the vent. The 


separators are subjected to extremely heavy stresses, and their construction 
needs particular attention; for distortion or collapse of the separators inter- 
feres with the ventilation of the machine and also allows desthictive vibra- 


tion of the cege stampings. Vent separators are often made of a “ channel 
section pressed from yV-in. sheet steel; this form is quite satisfactory in 
small machines, provided that the separators are accurately fbrmed so that 
the back of the channel has no initml* tendency ^0 collapse, and that they are 
placed sufficiently near together. Generally, two separators per slot-pit^ 
gives a suitable spacing, one projecting down to the inner edge of the core 
stamping, so as to support the tooth. In larger machines greater stiffness 
can be obtained by placing two “ channel ” separators* back to back, or by. 
using a solM mild-steel strip about J in. thick. In the latter.case the to^th 
separator should tap^r to a narrow edge to avoid much restriction of the flow 
of air into tjie venf. In most cases the separators are attached the segments 
by electric spot-welding. 

The stator slofs are either of the “ semi-closed ” or the “ opem ” types, 
seen in fig. 6 (a) and {b) respectively. With open slots and a suitable type of 
voi, II. 20 
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init slots in geamtow tte 

iate tfei use laminated poles or pok^shoes in order id 
losses (4rt. 6, p. 75). 'With semi-closed slots the coils haVte to to i>i83^ 
through from one end, one or both of the coil ends being formed in po4? 
tion; solid f)ole-8hoes, however, may be used. With either type of dbli 
tfie coils dre retained by wedges of hornbeaAi or of vulcanized fibre, whidi 
fit into recesses or dovetailed grooves in the case of the open slot. In 
large machines the slots may be pravided‘'with an extended “ neck beyond 
the space required by tha conductor, as in fig. 6 (r). The neck has several 
advantages: the^*>^kage reactance is increased, thereby diminishing the 

sudden short-circuit cur- 
rent (Art. 4, p. 8); the 
effective width of the air- 
gap is increased, which 
improves the ventilation; 
and, a greater clearance 
is provided between the 
rotor and the projecting 
ends of the slot conduc- | 
tors, which reduces tl^e 
risk of damaging the in* 
sulation in assembtipg 
or dismantling th^ ip^- 
chine. A sub-slot (or 
axial duct behind the 
conductor) as shown at 
{d), is also sometimes 
used in long machines, 
for the purpose of cooling the slot conductors or of supplying additional 
air to the radial vents near the centre of the core. 

4. Staloh Windings. — ^Windings suitable for the 'stators of watei> 
wheel ‘alternators are of two general types: the single-layer “ concentric 
winding and the two-fayer “ diamond winding. The concentrk wind^ 
is composed 6f a dumber of similir groups of coils, each group consist^j| 
of several coils of different ^an (or width) placed concentrically one 
pother, each slot containing one coil side. In the diamond windh^ 

are identical, and are arranged uniformly on the periphery of ^ 
armature, successive coils overlapping by nearly the width of a cqil; || 
^e of each coil lies* at the bottom of a slot and the other side at 
* a A)t, each slot containing two coil sides. In the concentric 
1|s jt w^ole number.,©! coil sides per pole pair, although, for the 
Clmunating tooth-ripples when open slots are used, the numfe 
pi^ p<de pair, can be made fractional by adding empty slots ^ 
aa).* lu the diamond win&ig all dots arc filled; bpt 
ijrf liots per pole pair may be either a whde numb^ or 
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Fig. 6.— Typ«i of Stator Slot and Details of Inaulation 
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5%. 8 — Concentric Cofl Winding, with 3 -plane end connectkma, arranged for split yoke 
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For a single-phase machine, concentric A)ils give the simplest possible 
winding, and are almost universally adopted. The complete group of coil 
sides per pole\isually occupies two-thirds (or rather more) of Ae total ’number 
of slots per polfe, the remaining slots being empty. The average; span of 
the coils electrically is equal to the pole-pil?ch, but the end connections are 
divided into two groups to shorten theo actual length of copp^. It is not 
necessary for ^11 poles of the A^inding to be identical, which allows of tlie 
use of any fractional number of slots per pole pair. Any coil can be removed 
for repair without disturbing the remainder. 

In concentric polyphase windings the mean coiVspan is >full pole-pitch, 
and the arc over which the coil sides of each group are i^ead is limited to 
one-half of the number of slots per pole in a two-phase winding, and to 
one-third of the number of slots per pole in a three-phase winding, by 
practical requirements in the disposition and clamping of the end connections. 
In a two-phase winding ^he projecting ends of the coils are arranged in two 
planes. The end connections of a three-phase winding can be arranged in 
either two or three planes. The former method gives the smaller axial 
overhang of the coils, and is generally adopted^ in generators of the water- 
wheel type, since it is simpler in construction and more easily clamped. In 
a two-plane winding for either two or three phases, the coils may be all of 
the same length, one end of each coil lying in the plane nearer to the end of 
the core and the other end in the plane remote from the core, see fig. 7 {a), 
or there may be long and short coils, both ends of the short coils lying in 
the inner plane and both ends of the long coils in the outer plane, see fig. 
7 {h). When open slots are used the latter arrangement has the advantage 
that the coils can be completely formed before winding, the short coils being 
inserted before the long coils. In the former case the coils are interlinked, 
and one end of each has to be formed and connected up after the coils are 
inserted in the slots; but this arrangement is preferable when semi-closed 
alots are necessary, since only one type of coil is used, and all joints are made 
in the outer tier. In a two-plane three-phase winding with an odd 
number of pairs of poles, one group of special coils is required, lying 
partly* in ea(ih of the two planes, see fig. 7. using a three-plane 
(Cnd- winding, with groups not bifurcated, and coils of three different lengths, 
fig. 8, the winding can be divided at Several points Without opening or 
removing any of the coils. This type* of winding is often convenient where 
the stator has to be divided for ease of transport but where it is undesir ab^ 
to build and wind the core on site. 

The concentric winding is suitable for any whole number of conductors 
per slot, connected either in series or in parallel. A tractional number of 
effective coftductors per slot is also obtainable by dividing the winding ffito 
several identic^ parts, and connecting these in parallel. With a single 
bar per slol,* fully-insulated coil sides are pushed through serfti-closed slots, 
and the coils completed by separate strap end-connectors. With several 

• It is here to be understood that each bar may be composed of several lamin®, possibly 
(toutsposed within the slot, but all solidly joined together at each end of the slot. 
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conductors per slot, either in Series or in parallel but separately insulated 
throughout the^ end-connections, the coils may be formed at one end only 
(giving 'U-shaped coils) and pushed through semi-closed slots,* the overhang 
at the open end being then formed, and each turn separately connected up 
and insulated. Alternatively, thd coil may be completely formed and insulated 
at, both ends, and dropped into open slots, a single joint per coil then being 
necessary to conn(^t successive coils in series. In very smalEmachines it is 
often unnecessary to clamp the end-connections; in this case the outer tier 
is formed straight (giving plain rectangular coils); while the inner tier is 
turned up at 'dV^ angle between 45^' and 90° tg the axis of the machine. 
In larger machin^ where the overhang has to be clamped, all coils are 
turned up at right angles to the axis. 

I'he diamond-coil zvindin^ is not used in single-phase machines. The 
polyphase diamond winding is uniform ♦ over the entire periphery of the 
armature, as seen in fig. 2, being, simply opened ^t appropriate points to 
form the beginnings and ends of the several phases. In a two-phase winding 
each group of coils occupies one-half of the pole-pitch; but in a three-phase 
winding the phase-spread (o,r width of each group) may be either one-third 
or two- thirds of the pole-pitch; see also Art. 8, p. 22, The coils may be 
either “ lap ” or “ wave ” connected. In a lap winding the span of the coils 
may be less than the pole-pitch by any desired amount, giving a short-pitch 
or “ chorded ” winding (Art. 8, p. 22), and the length of copper in the end 
connections is thereby reduced; with wave winding, the coils are of full 
pitch. The lap winding necessitates a number of special connections in each 
pole pair; while in the wave winding the corresponding interconnections are 
formed naturally by the coils themselves. For this reason wave connections 
are usually adapted in machines with a large number of poles, and in very 
small machines; but lap connections are generally preferred where there are 
comparatb^ely few and large poles, owing to the ease with which any desired 
degree of chording can be obtained, as well as on account of the smaller total 
width of the coils, which in large machines facilitates the forming and assembly 
of the^wirrding. Both lap and wave windings may be used with either a 
whole number or a fractional number of slots per pole pair. With fractional 
numbers the groups of coils under successive poles are different. In wave 
windings with 'a fractional number of slots per pole pair all coils may be 
exactly identical, as in a direct-current! sfrmature; but with a whole number 
•^^^lots per pole the winding would close after a single togr of the armature, 
and a group of special coils is therefore necessary in each phase to form a 
continuous Winding., 

. Diamond winding obviously requires an even number of conductors 
per slot; but the effect of an odd or a fractional number can be ‘obtained by 
connecting similar parts of the winding in parallel. With two bars per 
slot, in large Vnachines, an “ involute ” winding is employed, m which the 
ends of the coils are turned up at an angle of 45"" to 60° to the axis of the 
machine, and take the form of involutes described on a cone; see figs. 2 
and 3. Open slots are used, so that the coil may be completely formed and 
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insulated before dropping into the slots, after which only the joints between 
successive coils at one end of the machine have to be made and in^ijlated. 
With very heavj coils it may not be possible to stretch the coil in width 
sufficiently to enable it to drop into the slots; the two coil sides are then 
formed separately, and joints made at both ends after the winding is in 
position. The diamond winding can also he used with two turns per coil; 
but for more than four conductors per slot a concentric finding is -usually 
adopted in large machines. In comparatively small high-voltage machines, 
however, an involute winding is often required with a large number of turns 
per coil; the coils are then w'ound complete on a fbrmer, di^Rpped into open 
slots, and the single conductor connected up to the adjac^stnt coils at one end 
of the machine. In small low-voltage machines, with two bars per slot, a 
simple “ barrel ” winding may be used, in w'hich the coil ends lie on a cylinder 
or are turned up at 

only a small angle. . rT~ 

Semi-closed slots are ^ ^ ^ C 

used, the two sepa- — 

rately insulated bars ~ 

pushed through, the L 

ends bent to form 

wave coils, and the I iirT " ii J'l ~ r 7 " 

joint made at each | J ' j '' J ' J .,i|i ^ 

end between the two — L.Tmmated Stator Conclurtor, showing 'I'ranspo'sition of Laminae 

layers by means of a m Parallel 

separate clip. Two 

turns per coil, lying side by side m the slot, can also be us^d with this 
type of winding. ^ 

The conductors of large machines have usually to be laminated in order 
to reduce eddy currents (see Art. 4, Chap. III). In concentric windings it 
is often sufficient to form the conductor of a number of laminse which are 
insulated from each other throughout the complete turn of the coil, the 
increased length of path being sufficient to reduce the circulating" current to 
a permissible value. With larger conductors, however, some form of trans- 
pos’tion is necessary. When it is found sufficient to divide the conductor 
into only two or three parts, the simplest arrangement — suitable only for 
moderate voltages— is to connect th 5 several laminje in series, and divide the 
complete winding into two or three identical circuits, which are connected ’jit 
parallel. Alternatively, w^hen the individual bars are of considerable section, 


separate strap end-connections can be used and transposed ' between the 
two sides of the coil. When a larger number of laminae is required, trans- , 
position in^the end- winding is more troublesome, and cannot always be 
made complete; it is then preferable to use a special form of conductor in 
which the sitrips of each coil-side are crossed within the slot itsMf. Fig. 9 (a) 
shows a form in which each strip passes gradually from the bottom to the 
top of the conductor, thus occupying every position; while fig, 9* (b) illus- 
trates an alternative construction wherein the strips are crossed at certain 
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points so that each strip occupies the several slot positions over such 
lengths, of the, conductor as to give equal reactances to all strips. In the 
majority of cases, however, the circulating current in a diamond coil is 
sufficiently limited by the simple twist produced by the bend at the end of 
the coil, together with the increased length of path, when the laminae are 
separately insulated throughout. Ifi very large machines, however, it may 
be necessary to tPinjpose the laminae of the upper bar in the slot, as for 
a concentric winding, the lamination bemg retained throughout the com- 
plete coil to facilitate the forming of the involute ends. 

When an al^rnator is suddenly short-circuited, the overhanging ends 
of the stator coils'yre subjected to very great forces. Damage may result 
from adjacent conductors being driven forcibly together; but the more 
serious consideration is that even small movements may injure the pro- 
jecting ends of the mica slot-cells, and sfo cause electrical breakdown. To 
prevent such slight displacements, except in the \;mallcst of water-wheel 
alternators, the coil ends need to be very firmly clamped in all directions. 

In concentric windings (see fig. i) the turned-up ends of the coils are 
compressed between the core end-plate and a number of approximately radial 
clamp-plates, by means of two circles of bolts, the inner circle being situated 
immediately behind the slots. To prevent heating by an alternating mag- 
netic flux, the inner bolts and the clamp-plates are made of a high-grade 
bronze; while to prevent the circulation of eddy currents the plates are 
insulated from the inner bolts. Packing blocks of hard wood, impregnated 
with insulating varnish, are placed between the inner tier of coils and the core 
end-plate, between the two tiers of coils, and between the outer tier and the 
clamping phtes. Heavy spring washers are placed under the nuts of the 
clamping bolts, to compensate for slight shrinkage of the insulation with 
prolonged heating. To prevent radial movements, the inner coil of'a group 
is supported by micanite bushings surrounding the inner bolts, the concentric 
coils are separated by narrow packing blocks of bakelized asbestos, and the 
complete gro\ip is clamped by a packing block and wedges driven in between 
the outer (:?oil and the outer bolts. To give greater circumferential rigidity 
— which is of primary importance — each circle of bolts is stayed’by a complete 
steel ring, insulated from the bolts. Two rows of small packing blocks are 
also placed at the bepds of the coils, those nearer the core forming a complete 
circle. 

Diamond windings are clamped to cast-iron brackets bolted to the core 
end-plate, the details being generally similar to those of a concentric winding. 
Adjacent coils are separated by narrow blocks; but to prevent cumulative 
L movement, a bolt should be placed in every second or third space. Excessive 
local pressure “is avoided by a packing block on either side of the bolt; and 
additional security is provided at these points by a micanite wrapping on the 
bolt. This rhethod of clamping fs shown in figs. 2 and 3. ' 

5. Magnet Wheel.— The form adopted for the rotor of a water-wheel 
alternator' is determined primarily by the necessary strength to resist the 
forces of rotation, which vary as the square of the peripheral speed; and 
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secondly by conditions of transport, which depend upon the diameter and 
weight of the rotor. The choice between several methods of construction 
which may then remain as possible alternatives is largely a matter of cost, 
involving manufacturing facilities and the relative prices of steel m various 
forms, both of which factors again are influenced by the actual size of the 
rotor. 

For the peripheral speeds, up to about 10,000 ft. per minute,* which 
occur most commonly in vertical shaft generators, the rotoi may consist 
of a cast-steel (occasionally cast-iron) wheel with arms, to the rim of which 
the poles are bolted. Ir^ order to obtain reliable and uniform material, 
and to avoid the possibility of shrinkage stresses in castjf^^,^, the rim is usually 
made separate from the spider, on to which it is pressed or bolted. Where 
it is necessary to reduce weight to meet transport conditions, the spider may 
be divided into two halves or into smaller segments, which are clamped 
together at the hub by bolts and shrinJv-rings; while the rim may consist 
of two or three separate rings mounted side by side on the spider. An 
example of this construction is afforded by the 32,500 k.v.a., 12,000 volt, 
25 cycle, 150 r.p.m. vertical unit built for the Ni.igara brails Power Company 
by the Allis Chalmers Manufacturing Company in icjiQ.f In rotors of 
VQvy large diameter it is often necessary to divide the rim also into four 
eegments, in order to overcome difficulties of transport due to its large dimen- 
sions apart from weight. The joints between the rim segments are made by 
bolts and links or shrink-plates. 

At higher speeds, where dovetailed poles become necessary, the same 
type of wheel is usually sufficient up to about 17,000 ft. per minute; but 
the rim then has to be deeper on account of the space occupied by the dove- 
tails. The necessary depth of rim may be reduced by usiyg two dovetails 
per pole. Where the rim has to be subdivided, it may be built up of seg- 
ments of rolled boiler-plate, thoroughly interleaved, and secured by the 
pole dovetails and numerous bolts. 

With increasing speeds, a greater depth of rim is necessary in order to 
provide a sufficient cross-section below the pole dovetails to cairy the main* 
hoop- tension. At the same time the diameter must be kept within limits 
such that the rim does not need to be divided peripherally. In long machines, 
two or three separate wheels are placed side by side on the shaft, the pole 
dovetails passing through the sev*eral wheels ^ A treble wheel of this con- 
struction is seen in fig. 3. For further reduction of weight, the rim mav j^e 
built up of a number of cast-steel rings, of about 4 in. in thickness, each* 
spider carrying four or five such rings, bolted together and pressed^ into 
position. 

At moflerately high speeds, such as 19,000 to 20,000 ft? per minute, so 
deep a rim is required that it is preferably carried down to the shaft as a 
solid weU Where further subdivision Ibr transport is necessary, the rotor 

* All speeds mentioned refer to the overspeed condition. 

t A description of this machine is given in the Electrical World, Vol. LXXIV, p. 456; 
and a detailed drawing is shown by S. P. Smith. 
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may be composed of flat cast-steel discs, spigoted and bolted together, and 

pressed directly on to the shaft. 
A rotor of this type is shown in 
fig. 2 . Somewhat superior me- 
chanical properties can be ob- 
tained by substituting discs of 
rolled boiler-plate, i in. to 2 in. 
,, thick. With ten or more poles, 
this forni of wheel has sufficient 
strength for the highest speeds 
at present required by the water 
turbine; but the difficulty of 
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Fig. loa — 7050 k.v.a. Vertical Waterwheel Alternator, by Messrs. Brown, Boveri, & Co. 


obtaining a sufficiently small stress at the bore increases rapidly as the 
number of polls is further redu(±d. t 

With eight poles, at 20,000 ft. per minute, a sufficient radial depth below 
the dovetailk is obtainable only by the use of double dovetails, or solid poles 
integral with the body of the wheel. With six poles at similar speeds, what- 
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ever form of pole is adopted, no central hole in the wheel is permissible. At 
lower speeds, as in small machines, a six-pole rotor can he made with a oentral 
bore, and solid poles integral with the rotor body. By using a solid unbored 
disc, the’maximum hoop stress is reduced at least to one-half; and a single- 
dovetailed pole again becomes feasible with (S or 6 poles. Tl]e rotor may 
then consist of a single steel forging, having disc and shaft-ends in one piece; 
or the rotor body may be a separate forging, with heavy flanged shaft-ends 
bolted on. Alternatively, the di'^c may be built up of cast-steel slabs, 
spigoted together, and clamped between flanged shaft-ends by a circle of 
bolts. This last type of wheel is exemplified by tne 6-p^ rotor shown in 
fig. I Small 4-pole rotors also can be made with soli#Toles, rotor body, 
and shaft-ends formed from a single steel forging. 



Fig. lob 


6. Pole Construction. — At the low peripheral speeds which often 
obtain in vertical-shaft low-head units, wheJe the possible diameter is limited 
by conditions other than rotational stresses (compare Art. 6, 14), the 

pole may be attached by bolts passing through the rim of the magnet 
wheel (see figs. loa and b). The poles then have overhanging tips to retain. 
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the field coils; and may be either steel castings, or machined from wrought- 
iron billets, 0% built up of laminations. The plates are usually 0*03 to 
0-07 in., thick, and are clamped between cast-stcel end-plates by several 
rivets. 'The pole bolts are tapped into a round steel rod passing axially 
through the^pole. With solid poles the bolts arc tapped directly into the 
pole. In this case the bolts are usually replaced by studs and nuts. The 
greatest stress oorrmrs in the bolts, which are therefore often of nickel 
steel. Plate links have also been used, these being interleaved between 
packets of the pole stampings, and Secured by axial* keys on the inside of the 
rim.* With solyd poles, 'kemi-closed slots are usually necessary. 

At higher speeds, the poles can only be secured by dovetailed projections 
on the poles fitting into corresponding axial slots in the periphery of the 



wheel (figs. 2, 3, and 4). This form of pole covers the bulk of modern 
practice. ‘ The dovetails of both wheel and poles are subjected to severe and 
rathci complex conditions of stress, and their design requires much attention 
in order to obtain the maximum effective strength. The poles are usually 
laminated, and in the dovetail the plates are subjected to a large component 
of force in the peripheral direction, which tends to distort the plates as struts; 
the structure Qin therefore be treated as solid material only if the laminae are 
very firmly clamped by substantial bqU^ between thick cast-steel end-plates, 
as illustrated in figs. 2 and 3. The pole dovetail is made narrower than the 
corresponding slot in the wheel, and is tightened in position by double tapered 
keys, driven, in from both ends, and secured by setscrews tapped into the 
wheel or by similai* means. The dovetails and keys need to be accurately 
fitted in order to obtain the most uniform distribution of loadj^ To reduce 
the necessary radial depth of the rim of the wheel, each pole may have two 
dovetails; it ,is then necessary t^o divide the entire pole into two parts in 
order to ensure an equal distribution of load between the two dovetails. 

* Several examples of this construction by Machinenfabrik Oerliken are illustrated by 
S. P. Smith, “ Large Electric Units”, British Association (Edinburgh), 1921, abstracted in 
Engineering, Vol. CXII, p. 399> from which article fig. ii is taken. 
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An excellent example of this type of pole may be seen in the 32,500 k.v.a., 
12,000 volt, J50 r.p.m., 25 cycle vertical unit built for th#i Niagara Falls 
Power Company/ by the Allis Chalmers Manufacturing Company, in 1919 
(fig. ii).* Solid dovetailed poles are also used. With the width of air-gap 
commonly adopted, it is then generally necessary to use scmi-closcd stator 
slots; or to ppvide the poles ^vith a laminated surface composed of narr£)w 
stampings dovetailed into the solid pole face. • 

As a general alternative to tho» dovetailed construction, the poles may be 
solid and integral with tfie wheel. Thc^field coils arc tlien retained by solid 
pole-shoes, made from rolled plate, and attached fo the bo^y of the pole by 
a number of large recessed cheese-headed screws. w/fi a small air-gap, 
the stator slots are necessarily scmi-closed. The greatest stress in^ such 
poles is usually that due to bending at the reduced section passing through 
the centres of the bolts. 'Phe j^ioe may therefore be strengthened when 
necessary, without increasing the thickness of the pole tips and so reducing 
the winding space, by recessing the centre of the shoe ifTto the field coil, 
and ultimately the bending of shear stress in the tips becomes the limiting 
feature. Bolted-on laminated shoes have been used, but are rarely feasible 
in water-wheel generators, since it is only possible to distribute the bend- 
ing moment over the deeper section at the centre by the use of many 
a^cial rivets, which in themselves reduce the effective section. 

Where open slots are recpiired, the solid bolted shoe may be fitted with 
a laminated facing, as in the case of a solid dovetailed pole. 

For large six- or eight-pole machines, a bolted-on pole shoe is con- 
siderably stronger than a dovetailed pole, and at the^same time requires less 
radial depth of rim. At high speeds this construction n*ay therefore 
render it possible to use a rotor with a central hole, where ^ solid unbored 
disc wduld be necessary with dovetailed poles. In such large machines 
the wider air-gap often allows the use of open stator slots wkh a solid 
pole face. 

At the speeds obtained with large high-head Felton wheels, the linear 
rotor speed of the generator frequently exceeds the limit at whiclT dovetailed 
poles or bolted-on shoes are adequate. It is then neeessary to form the poles 
as integral parts of the rotor body, and to secure the field^ coils by dovetailed 
pole-shoes or spigoted pole tips. Dovetailed pole-shoe§ need to be recessed 
into the poles below the tops of the field coils, "in order to obtain a sufficient 
depth of section to resist bending, and therefore have to be built up in 
sections, or of stampings. In the latter case, it is essential that the laminae 
be very firmly clamped in the axial direction, to prevent buckfing under.the, 
bending stresses. Fig. 12 shows one of many suitable constructions^ in» 
which the stampings are inserted through a slot at the centre of the pole. 
In the six-pole rptor of fig. i , separate cast-steel plates carrying overhanging 
tips are sjJigoted into the sides and ends*of the pole. Lateral clearance is 
provided inside the field-coil spools to allow of inserting the side plates, 

* A full description of this machine is given in Electrical World, Vol. LXXIV, p. 456. 
See also S. P. Smith, loc. cit., p. 403. 
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which are then secured in their final positions by bdN» and ^al kejfc' iiS^ith 
this smadl number of poles, the centrifugal load on the overhai^ng pole tips 
is considerably greater at the ends than at the sides of the^ poles; and the 
end tips have therefore been further strengthened by being carried down to 
the rotor body on the outside of the field winding. 

Four-pole rotors working at a normal spe^d of 1500 r.p.m. and liable to 
an overspeed of So^-per cent, when of small diameter can be made with solid 
poles, and bolted-on or dovetailed pole-sho*2s as the peripheral speed requires; 
but for large machines the standaM non-salient pole cylindrical rotor is 
adopted, as for ^^m-driven turbo-alternators. •• Fig. 13 shows the general 
arrangement of P^on wheel units of this type, having a capacity of 5000 
k.v.a., at a normal speed of 1500 r.p.m. It should be noticed that the 

severity of the stresses in 
a rotor having a normal 
speed of 1500 r.p.m. and 
subject to an overspeed of 
80 per cent, is consider- 
ably greater than in a rotor 
having the same output 
at a normal speed of 2700 
r.p.m. The conditions 
are approximately those of 
a machine cf 60 per cent 
greater capacity, working 
at 2700 r.p.m. with an 
overspeed of 10 per cent. 

7 * Field Winding. — The field winding of a water-wheel alternator 
almost invariably consists of single spiral coils of flat copper strip' wound 
on edge. This construction is adopted on account of the mechanical forces 
to which the winding is subjected. The centrifugal force on the side of 
the coil acts in a radial direction, and therefore has a main component parallel 
to the side of the pole, and a smaller component at right angles thereto, 
tending to increase the ‘width of the coil. The ratio of the transverse com- 
ponent to the naain^component varieg with the number of poles. In machines 
with large numbers cof poles, the transverse force is unimportant, but with 
small numbers of poles it ihay be nearly one-half of the total centrifugal 
force. The main component is carried by the projecting pole tips at the 
sides of the j)oles, and by a projecting lip forming part of the cast-steel 
end-plate at either ead; but it is also highly important to prevent any dis- 
tortion of the coil by the transverse component. Such distortion would 
produce a tension in the copper itself, resulting in heavy pressure of the 
coil against the corners of the pole; and, further, would cause the main 
component of the load to be concentrated toward the inner edge 6f the strip, 
the conceijtration of load being more severe in a narrow strip than in a Tiride 
atrip. With a wide strap wound on edge the stiffness of the strap itsefe 
Ipeatly assists in resisting the lateral force; while any concentration of stresaj 



Fig. 12 — Laminated Dovetailed Pole-shoe 
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due to slight deformation is quite unimportant. Further, in strap-wound 
coils, consecutive turns can be insulated from each other by jneans Qf strips 
of micanite or of pure mica, which is the only class of material capal)le of 
permanently withstanding the stresses obtaining at waterwheel speeds. Coils 
composed of several layers of square wire are only feasible at low peripheral 
speeds, and are required only in very sifiall machines with few^oles, where 
a copper strap* of the same section would have too great j ratio of width tO’ 
thickness. ^ 

Large field coils are sometimes built vpon a sheet-steel spool, from which 
the winding is insulated op the inside 
by a wrapping of micanite or similar 
flexible heat-resisting material, and at 
the ends by washers of micanite, vul- 
canized fibre, or bakelized m^^terial. 

Fig. 14 shows a typical construction. 

The bottom end of the spool is formed 
by a heavy brass washer, to which the 
steel liner is riveted. After the coil is 
assembled and pressed, the steel is 
turned over the top end-plate and sol- 
dtred. Between the bottom of the spool 
and the magnet wheel is placed a cast- 
brass washer-plate, having lugs which 
bear upon the sides of the magnet 
wheel so as to support the overhanging 
ends of the field coil. This detail is also 
seen in fig. 14. The spiral coil should 
be very tightly compressed when the 
machine is at rest, so that no appreciable 
movement of the bottom turns under 
the centrifugal forces occurs when the 
machine is in operation, otherwise the 
insulation between turns and between 
the winding and the pole may be gradually disintegrated. 

In low-speed multipolar machines, and in short macRines working at a 
moderate speed, the stiffness of th^ copper strap itself may be sufficient to 
prevent distortion of the sides of the coils. At higher velocities, or with 
longer poles, it becomes necessary to insert a V-shaped clamp between adjacent 
field coils midway between the two ends of the machine, in very long 
machines two or more clamps may be required. In addition to its own 
centrifugal fbrce, the clamp is subjected to a radial force which is the resul&nt 
of the transverse forces on the sides of the two adjacent coils; which in 
rotors witb few pSles may be very importtmt. The coil clanlps are usually 
bronze castings, of such a form as to obstruct the ventilation of the sides 
of the coils as little as possible. Examples of clamps suitable for lar^ machines 
are shown in figs. 1,2, and 3, and in detail in fig. 15. In this case the 


broift 


Ov^-p'Rlte. 



Spool PLvctted olml sdldcredl 
to louxr end' plate 

Fig. 14. — Details of Field-coil*lnsulation 
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radial force on the clamp is taken entirely by a bolt tapped into the wheel; 
but in pther designs the clamp is supported partly by the pole tips. 

With a simple spiral coil the connections between successfye poles occur 
alternately at the top and bottom of the poles. The interconnections between 
adjacent poles need to be firmly supported and clamped. There is a little 
difficulty in'supporting the connectfer occurring at the top of the pole; and, 
to avoid this, the^top end may be taken do\(^n inside the spobl and brought 

out aj the bottom of the pole; the in- 
•terconnections lire then placed alternately 
at opposite , ends of the machine, and 
can be readily bolted to the magnet 
wheel. Particular attention should also 
be paid to the thorough securing of the 
connections to the slip-rings. The cen- 
trifugal force on the radial portion of 
the leads should be carried by a definite 
anchoring device, so as to remove all 
strain from the portion lying along the 




Fig. 15. — Field-coil Clamp 


::haft, which may then be secured by 
simple cleats. 

In single-phase machines, and occa- 
sionally in polyphase machines intended 
to work on a considerably unbalanced 
load, the rotor is provided with a damping 
windini!, in order to reduce stray losses 
(see Art. 4, Chap. III). The damping 
winding consists of copper bars em- 
bedded in axial slots in the pole faces, 
and connected together at either end 
by peripheral segments, which are bolted 
together between adjacent poles so as to 
form a complete ring at each end. The 
slots carrying the damper J^ars are of the 
semi-closed type, having strong tips so 
‘ as to retain the bars against their con- 
sidelable centrifugal force; but wide slot- 
openings are used, so as to reduce the 


reactance of the damping winding. The bars are uninsulated, and must fit 
very tightly' in the^ slots, since they are subjected to a heavy and rapidly 
alternating electro-magnetic force. They should be tightened in the slots 
by caulking the copper and riveting over the tips of the slots. 

The spacing of the damper slots is a matter of much importance. If 
the number 'of damper bars is l)ne more or one less than thei number of 
stator slots in the width of the pole face, the damping winding tends to 
eliminate' tooth-ripples from the wave form of the terminal pressure; but, 
on the other hand, if the pitch of the damper slots is any exact multiple or 
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submultiple of the pitch of the stator slots, tfie tooth-ripples may be greatly 
exaggerated. j ^ j 

The bars *e either brazed or electrically welded to the ena rings' and 
the latter-are connected together between poles by bolted and sweated joints. 
The stress in the end rings is very considerable, and therefore the bars should 
project beyond the ends of the poles as little as possible. In* high-speed 
machines, the tind rings may nJed to be complete rings, cast in one piec'e 
and possibly of manganese bronze. Even then the stress in the damper 
rings may set a limit to the possible gpeed of single-phase water-wheel 



CHAPTER V 


Design and Construction of Transformers 

1 . 'fhe maximum voltage for which rotating machinery can be wound 
is only suitable for economical transmission of power over a limited distance. 
This limitation necessitates the use of transformers to step up the voltage 
generated by the alternator to a value suitable for economical distribution, 
and to step docm the voltage, at the end of the transmission line, to a value 
suitable for industrial purposes. 

A transformer consists essentially of two electric conducting circuits (the 
primary and secondary windings) insulated from one another and interlinked 



with a common magnetic circuit (the core) so as to be mutually inductive. 
The common arrangements of the core and windings divide commercial 
transformers intb two types: 

' (a) Cote*typej 

(^) Shell type. 

These types are represented in fig. i, from which it will be observed 
that, whereas in the core type the windings very largely surround the mag- 
netic circuit,^ in the shell type the magnetic circuit surrounds the windings. 

Magnetic Circuit.— In both types the magnetic circuit is built up 
of laminations of high grade silkon iron, usually from -014 to jp2 in. thick. 
The iron is generally papered on one side to ensure that the laminations 
are insuhted one from another, thus preventing excessive eddy currents in 
the iron. Fig. 2 illustrates the magnetic circuit of a core type transformer, 
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with the top yoke removed 
in readiness for assembling 
the coils on the three ver- 
tical linibs. The bottom 
horizontal yoke laminations 
are secured by insulated 
bolts to channel iron sup- 
ports, which form the base 
of the finished transformer. 
The vertical laminations, 
are similarly held by stif- 
fening plates. The top 
horizontal yoke laminations 
are placed in position w’hen 
the coils are assembled. 
There may be butt joints 
between the horizontal and 
the vertical laminations, or 
they may be interleaved 
one with the other. 

• The assembly of the 
magnetic circuit of a shell 
type transformer is illus- 



(top vokc removed) 


trated in fig. 3. Some of the iron has been placed in position around the 
finished coils and insulation. The 


laminations are finally clamped in 
position by heavy end frames, 
which are securely bolted together. 

Windings and Insulation. — 

The design of the primary and 
secondary windings of a transfor- 
mer, and their efficient insulation, 
require particular care if there is 
to be immunity from breakdown, 
and if ample provision is to be 
made to conduct away the heat 
generated in the innermost coils. 

In the core type construction, 
the coils are generally circular, and 
in the simplest case consist of a 
single layer of turns w^ound in 
cylindrical fornru Each turn, if the 
winding i^to be suitable for carry- 
ing a hea\7 current, may consist of 
several conductors connected in 
parallel. It is usual for the conductors 

VOL. IL 



. — Shell Type Transformer with Magnetic Circuit 
partially assembled 


to be cotton covered, and spacing 
21 
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strips to be wound in between the adjacent turns. This type of winding 
is comr lonly r^sed for low-tension coils where the high-tension and low- 
tension windings are arranged concentrically. 

For high-tension windings, where there are a large number of turns, 
it becomes necessar}^ to adopt a different type of coil. There are two types 
ip common use, one used where conductors are of a greater area than approxi- 
mately -01 sq. in., and the other for conductors of a smaller area. 

Tn the former case a ribbon-shaped conduct is preferable. Fig. \b 
illustrates the winding of this type of coil, the turns being wound one on 
another in a radial direction, and insulated from one another by using 
cotton-covered wire and fullerboard spacing strips, or by wrapping bare 
wire with paper, cambric, or other similar material. 



a, Single Layer Cylindrical Coil b. Pancake CoiL c Maliilaycr Coil 
Fig 4 — Types of Coils Numbers lepresent order ot winding the turns 


Coils are assembled together by joining the inside turn of one coil to 
the inside turn of the adjacent coil in one direction, and the outside turn 
to the outside turn oh the next coil in the other direction., In order to 
avoid the inside joint, two of the coils may be wound from one length of 
wire by winding the turns in the order indicated in fig. 4 h. The correct 
rotation is obtained by winding the firJ>t Voil in one direction and the second 
coil in the reverse direction. 

For the second type of high-tension coil conductors of circular section 
are preferabk*. These coils are wound as illustrated in fig. 4 c. Cotton- 
covered wire is usually used, the cotton acting as insulation between adjacent 
turns of the same layer. As a considerable voltage may exist between the 
end turns of adjacent layers, special care must be taken with the insulation 
at these points. 

Coils for shell type transformers are wound in the same manner as the 
first type dr high-tension coils described above. They are, however, usually 
of rectangular shape instead of circular, and, on account of the greater 
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length of wire used per coil, it is not practicable to wind two coils^vithout 
an inside joint between them. 

Coil Arrangement. — Core type transformers usually have th^wind- 
ings assembled in one of the two arrangements illustrated in fig. 5. 

In fig. 5 a the low-tension winding consists of a single layer coil of the 
cylindrical type, which is generally placed adjacent to the cor^.* The high- 
tension winding may consist of S number of coils of either of the types already 
described. The windings are separated by as large a space as practicable, so 
as to form an ample cooling duct. In ^his duct there is also an insulating 
cylinder of sufficient thickness to withstand th» electric^il stress set up 
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Fig. 5 — ,\rr.ingcmcnt of Coils 
P, Primary winding. S, Secondary winding. 


between the two windings. It is usual to provide ducts between adjacent 
high-tension coils, further to facilitate the circulation of the coolinf^ medium. 

In the seepnd method the high-tension and low-tension coils, instead of 
being concentric, are interleaved in sandwich fashion, as shown in fig. 5 h. 
As the coils are usually assembled in a horizontal plane, the cooling ducts 
lie at right angles to the natural flc 7 w''of the co4)ling flurd. 

Shell type transformers have the coils and insulation assembled complete, 
and the iron built up round them. The coils are interleaved, as in the 
second method described for core type transformers, but, as they are usuaUy 
assembled in the vertical plane, the disadvantage with regard to the coolidg” 
does not ari^e. Fig. 6 shows a set of coils in the course of assembly. The 
features to be noted are the narrow width of the individual ooils, and the 
method of separating adjacent coils by waTe-shaped strips in tuch a manner 
that every individual turn is supported. 

Coil Bracing. — Under short circuit conditions, large forc^are set up 
between the two windings which may reach a very high value. It will be 
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therefore, that adequate hiildng of the coils |8 ot xonsiderable 
ce. Tphis is pa^rticularly the case *Miere the coil arrangement is 
: there is a possibility of shrinkage of the insulation, for, unless the 
supports" can be adjusted to take up any shrinkage, there may be movement 
of the coils, resulting in damage to the insulation, and causing an electrical 
br^^akdown. 

With shell typ/^ construction the insulation is not liable to shrinkage, 
because it has not the weight of the copper bearing upon it. The coil 
bracing, therefore, need only be adjustable to ensure that the windings 
are securely clamped in (he first case, and no adjustment should be neces- 




Fig. 7. — Coil Bracing Arrangements on a Shell Tjije Transformer 
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7-6 


A, Coil^heads. B, Wood packing, c, Steel plate. D, Adjustable bolts, e, End frame, f, Wood 
packing. G, Wood packing base. H, Angle-iron supports, j, Supporting bracket. K, Adjusting 
supporting bolt. L, Adjuating nut. M, Lock nut. e 


sary after the tralisfcbner has bden in service. Fig. 7 shows the usual 
arrangements made'for supporting the toils on this type of transformer. 

The condition® existing in core type transformers are rather different. 
The coils arc usually stacked one on top of another so that each coil has to 
siyjport the weight of the coils above it. Under the continual heating and 
, cooUtig, which occurs throughout the normal working of a transformer, 
ffid insulating.material used in the windings is very liable to contract, witif 
the result that, after some months in service, the coils will not be clamped 
tightly unless* the supports have* been adjusted to take up the* shrinkage. i 
One large manufacturer claims that, by special treatment of the coik and; 
by great ckre being taken in the manufacturing process to see that the IBC^ 
are thoroughly shrunk before leaving the factory, no shrinkage 
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the windings of their core type transformers. In this particular /Jiase the 
coils are supported by being tightly clamped between tb^ Chanel ifdns 
used to support the top- and bottomryoke punchings. It is ques^nable, 
however, whether windings on large ind high-voltage transformers can be 
so thoroughly shrunk during manufacture as to prevent any further shrinkage 
in service. 

Fig. 8 shbws another arrihgement of coil bracing. The windings are 
clamped between two end castings in such a manner tha^ the coils are com- 
pletely assembled before being 
placed on the limb. Sp^rings are 
threaded on the tie bolts and take 
up any shrinkage w^hich may occur. 

A further arrangement is illustrated 
in fig. 9. In this case the cpils 
are clamped between the top and 
bottom channel irons, and springs 
are placed between metal plates in 
the centre of the windings. In both 
this and the previous case, move- 
ment of the coils may take place 
ynder short circuit. 

Another alternative arrangement 
which overcomes this difficulty is 
illustrated in fig. 10. In this case 
springs are also used, but are 
placed between a metal ring fitted 
on the top of the coils and the top 
supporting channel irons. The 
springs are enclosed in an oil-filled 
dashpot, so that the pressure exerted 
by the springs tends to open the 
<iashpots and takes up any shrink- 
age, and, at the same time, draws Fig. 8.— spnnRCo.v supports tor automatically taking 
oil into the dashpot through a small (Brown, *lioveri, Sc Co!^ 

hole provided for this purpose. In • * • 

the event of abnormal forces being set up, jwhich tend to compress the 
springs, it will only be possible to do this at the rate at which the oil 
can be forced out of the dashpot through the small hole. As this will only 
be at a very small rate, no appreciable movement will tako place before 
the normal conditions are restored. i ^ 

The forces set up in a radial direction are not sufficiently gresft to 
necessitate external bracing, except in very large transformers. It is usual, 
however, ^0 sp 3 ce the coils from the iron and from one anoth'jr by hardwood 
wedges. V 

2 . Cooling Systems. — Transformers of small outputs i^ly on the 
surface^ of the coils and iron to dissipate the heat generated in the respective 
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parts, ^uch dry type natural-cooled transformers are not generally manu- 
facture^ for outputs greater than loo k.v.a. 

On larger size units a number of alternative methods of cooling are in 
use, and 'are usually designated as fc lows: 


(a) Dry air bkot. 

(b) Oil-immersed, natmal-cooled, 
(r) Oil-immersed, air blast. 

(d) Oil-immersed, water-cooled, 
(r) Oil-immersed, forced-cooled. 


(^ 7 ) Dry air blast.— \n this method the heat is dissipated by blowing air 
through ducts provided in the coils and core. Satisfactory' cooling is 



Fig- 9- — ^opnng Coil Supports for automatically taking up Shrinkage of Windings (Ferranti^ Ltd ) 


obtained by this means with carefully designed transformers, but there is' 
always a liability of hot spots in the windings. This method is limited 
to comparatively low-voltage transforilie^s, on account of insulation diffi- 
culties resulting largely from the danger of moisture being present in the 
. air. for use in a climate such as exists in Great Britain this type is not 
recommended for pressures above ii,ooo volts. 

^ (/;) Oil-immersed, natural- cooled . — This class covers the majority of trans- 

formers from 100 to 2000 k.v.a. capacity, and in recent years many much 
larger units have been built. Transformers of this type have the coils and 
core immersed p oil, to which the heat generated is transferred by conduction. 

The oil y cooled by making the tank surface sufficiently large to 
dissipate th? heat by natural radiation. There are several methods of obtain- 
ing the required surface, of which the most common is by the use of cooling; 
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tubes welded into the sides of the tank; 
expansion of the oil with increasing 
temperature convection currents arc 
set up, which flow towards the surfacc|[ 
and return through the cooling tubes V 
to the bottom of the tank. Tanks of * 
this type may be made to dissipate 
about 50 kw., which corresponds to 
a 4000 k.v.a., three-plutse, 50 cycle, 
33,000 volt transformer. 

Another method which has been 
adopted largely in America is illus- 
trated in fig. 12. Radiators which are 
separately constructed are boltecl on 
to the tank sides. By this means a 
much larger surface may be obtained, 
and transformers of 10,000 k.v.a. rating 
have been cooled in this manner. 

(c) Oil-immersed ^ air blast. — An 
alternative method of keeping the tem- 
perature rise of the oil within the re- 
quired limits is to direct a blast of air 


shown in fig. 1 1 . Owing to the 

(1 ^ ^ n 
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Tig. n — Doilcr-iron Tank fitted with External 
Cooling Tubes 


on to the walls of the tank in which it is contained. This method is not 


generally used, as large 
transformers are more 
often cooled by one of 
the following methods. 

( d ) Oil - immersed y 
zvatcr - cooled. — In this 
type the oil is kept cool 
by transferring the heat 
to water, which flows 
through a cciil of metal 
piping mounted in the 
upper part of the tank 
where the oil is hottest. 
This method is suitable 
for large units, and is of 
particular interest where 
floor space is limited. 

{e) Oil - immersedy 
forced-cooled.~~A further 
means of* extracting the 
heat from the oil is by 
the use of an external 



cooler, through which the hot oil is circulated by a pump. 
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Fig. 13 illustrates the general layout of a thr^-phaee bsmk 
phase uAits which are cooled in this manner. ^ 

3 . '‘General Construction.— The general construction' of a thi^l 
phase core type transformer is illuArated in fig. 14, which represents a 
3000 k.v.a., three-phase, 50 period, 5^00/52,000 volt, star/star connected, oil- 

insulated, water-cooled 
transformer manufac- 
tured by Messrs. Brown, 
'Boveri, & Co. The 
windings on each phase 
are arranged concentri- 
cally, and the low-ten- 
sion winding is divided 
into two concentric coils, 
one being next to the 
core and the other on 
the outside. The high- 
tension winding is situ- 
ated in between the two 
low- tension coils. The 
coils are braced by the 
method already de- 
scribed. From the plan 
view it will be seen that 
the tank is shaped so as 
to provide ample room 
for the high-tension ter- 
minals and at the same 
time to avoid the in- 
crease in oil quantity, 
which would arise if the 
tank was made sym-» 
metrical. 

c if<V 

The tank is mad#^ 
boiler plate mounted 611 
a cast-iron base, which 
is provided with suitable 

- lugs for the attachment 

ot ropes or chains by which the complete transformer, filled with oil, may/ 
'DC lifted. The basfe is also designed so as to facilitate the correct spacing ‘ 
of the core apd winding from the tank sides, to prevent any movement, 
during transport 'and erection. 

The tran^rmer is cooled bywieans of the circulation of wa^j through 
the cooling ^be, fixed immediately under the surface of the coil, which is 
made of g^anized-iron tubing with ribs placed at short intervals along its 
length to increase the surface. In the event of any interruption in the flow 



14 —Three-phase Oil-immersW Transformei^ k.v.a., 
5000/52,000 volts, 50 cycles (Brown, Boveri, & Co.) 
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i3._General Arrangement of Three SiN<,LE-rHA>E Oil-immer-ed 
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of the cooling water, an autwnatic device in the water-pipe causes an electric 
alarm bell to ring. 

Fig 15 illustrates a typical single^phase shell type transformer'manu- 
factured by the Metropolitan-Vickers Electrical Company. It ia one of 
three transformers which form a 9^00 k.v.a., three-phase, 50 period 



^,ooo/6<»o volt, delta/star connected, oil-immersed, natural-cooled eroup 
the most interesting features is the weatherproofing, arrangement, 
which enables Ae transformer to be installed out of doors. Such an 
arrangement is becoming common practice in this country, Mnd has been 
used extensively in America for some time. * 

In such cases the design must be such that there is no possibility of 
any moisture entering into the tank under any atmospheric conditions whidt 
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are likely to arise. In this instance a sloping cover is used, which overlaps 
the tank side, and which is bolted in position from the under side, thus 
preveniing any accumulation of wat^r, and also protecting the joint. All 
joints afe made airtight by the use .of suitable packing material. An oil- 
expansion chamber, forming an irJegral part of the cover, is provided, 
which allows the main tank to be completelv filled with cold oil, and pro- 
vides space into which the oil may expand when the transformer heats up 
under load. With such an arrangement fhe oil comes in contact only with 



the limited volume of air contained in the expansion chamber, and so 
reduces the tendency to oxidation of the oil. If suitable breathing appa- 
ratus is provided, which usually consists of a chamber containing calcium 
chloride, the air entering the conservator may be dried, and the risk of 
^oisture be^ng absorbed in the oil made negligible. 

The terminal arrangement is a further interesting feature. On the 
high-tension 'side the line connections are led into the tank through 
weatherproof porcelain insulators, while on the low-tension side single-pole 
sealing bells /ire provided, which are suitable for single-core, Itad-covered 
cable. By ^lounting these terminals as shown, the transformer may be 
removed from the tank without disturbing the high-tension or low- tension 
line leads. 
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Fig. 1 6 illustrates the general arrangement of the construction used by 
the British l^lectric Transformer Company. The coils ai^ circular and 
similar to thbse usually used in core .type construction. The iron 'circuit 
encloses the coils, as in the shell type construction, but is distributed sym- 
metrically round them, with the horiz(!ntal punchings arranged radially to 
the coils’ axeSj The iron is grouped into a number of packets with spaces 
between them, thus providing a large surface for the dissipation of the heat. 

The illustration shows the d^^tails of a 500 k.v.a., single-phase, oil- 
immersed, natural-coolecf transformer, ri?moved from its tank. 

In addition to the points mentioned in reference to figs. 14, 15, 16, the 
following are of general interest. 

Tappings. — Tappings may be brought out from the windings to give 
several voltages above and below the normal voltage. Such tappings are 
of special use where a transformer* may be installed at any one of numerous 
sub-stations situated at different distances from the generating station. 
Under such conditions, as the voltage at the sub-stations will differ, when 
installing a transformer, the appropriate tapping for the particular voltage 
may be utilized. The number of tappings should be kept as low as possible, 
as the introduction of each additional one introduces a possible source 
of breakdown. It is usually found that tappings to give plus and minus 
5 per cent of the normal voltage are sufficient for general purposes. 

Terminal Bushings. — 'Fhe terminal bushings generally used on 
transformers are exactly similar to those used on switchgear, and call for no 
further comment beyond the description given in Chapter X. Trans- 
formers for use on low'-pressure systems (approximately up to 11,000 volts) 
may have the bushings mounted on the side of the tank, but on high-voltage 
transformers, owing to the length on the inside, the bushings are usually 
mounted on the tank cover. 

Insulation of End Turns. — The end turns of the windings adjacent 
to the line terminals, under certain conditions, may be subjected to an 
abnormal voltage stress, which necessitates special care being taken in the 
design of the windings to reinforce the insulation at these points. Such 
conditions may arise due to switching, or may be Caused by atmospheric 
disturbances, but in all cases the time during which the stress continues is 
very short. Opinions differ as to the extent to which the windings should 
be reinforced, but, if for line pressures up to 6 (fyOOO volts i per cent of the 
turns are insulated to withstand line voltage momentarily, and the insulation 
is graded down to normal within the next 3 per cent of the turns, nO' 
trouble should be experienced. 

PERFORMANCE 

4 . Tertiperature Rise. — It is usual for the temperature Sse of a trans- 
former to be guaranteed not to exceed a specified figure after aVull load test 
of sufficient length of time for the temperature to have become constant. 
The length of time required for this condition to be attained varies over 
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wide limits. It msy be as short as four hours, in the case of a small trans- 
former, or as^long as sixteen hours, in the case of a large oil-immersed 
natural-cooled transformer. 

Fig! 17 shows typical curves for transformers of various sizes. 

The temperature rise may be n^asured in three ways:— 

{a) By thermometer. 

(b) By the increase of resistance of the windings. 

(c) By thermo-couples or resistance 'elements , embedded in the core or 

windings. , 

Referring particularly to oil-immersed units, the temperature of the 
hottest part of the oil is measured by method {a). Ihis method alone 



17.— Typical Temperature Rise Curves 


A, 2000 k.v.a. oil-immersed forced-cooled transformer. 
C, 500 k.v.a. oil-immersed natural-cooled transformer. 


B, 50 k.v.a. oil-immcrsed natural-cooled transformer. 

), 2000 k.v.a. oil-immersed natural-cooled transformer. 


does not necessarily give'''‘a true irfditation of the temperature rise, as a 
transformer may be designed with the copper and iron loaded very 
highly and the resulting large losses dissipated by the use of a large tank. 
In such atase tl^e internal temperature of the windings and core will be 
considerably in excess of the temperature measured in the oil. A similar 
result will be obtained where the current density in the copper and induc- 
tion density in the iron are of quite average values, if, in the design of the 
windings aiyti the core, sufficient oil ducts have not been provided to enable 
the heat t^be conducted away from the internal parts. This point is of 
very great importance in large units. 

It will readily be seen from the above considerations that method (b) 
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is a more preferable means of determining that the temperature rise is not 
excessive, though in this case, as it is usually only possible to measure the 
resistance of the whole of the primary or secondary winding, an average 
result only is obtained, and the temperature rise of a portion of the winding 
may be much higher than the average. 

For these rpsons it is becoming common practice to insert a resistance 
element in the interior of the coils and iron during manufacture, so that 
the temperature rise may be measured where it is likely to be highest. With 
this arrangement some provision must b« made to ensure that the indicator 
is not at a dangerous potential above earth. 

The limiting temperature permissible depends on the nature of the 
insulating material used, and which usually comes under the classification 
of “ cotton, paper, and similar materials when impregnated 

I’he following table gives the maximum temperature rise allowed under 
various standard rules: 




Tempera t 

lire Rise. 

Vir Tempera- 
ture Basis 

Maximum 

Temperature 

Countr>'. 

Authority 


— - 

in Oil b\ 



Oil (hv Tlicr- 

Windings 

1 hermo- 



mumeter) 

(hv Resist ). 


meter. 

Gfeat Britain | 

B. E. S. A. Report 72 ( 
(1917) . . . . ( 

50'’ c. 

55" C. 

40° c. 

90° c. 

United States ( 
of America | j 

Standardization Rules'! 
American I. E. E.\ 
(1921) .. ..I 

— 

.' 55 ^' 

1 

40" c. 

90" c. 

France . . | 

Union des Syndicates I 
d’Electricit^ (1913) * 

5 .S" C. 

60' C. 

35° C. 

— 

Germany . . | 

V. 1 ). E. Noimalien\^ 
(1921) .. ^ 

c^ 

0 

p 

70“ c. * 

35 ° C. , 

95° C. 


5 . Losses. — Tk'C losses in a transformer are divided into two classes: 

(a) Iron loss. 

(b) Copper loss. 

(a) Iron loss.— Iron loss includes all losses which occur in the magnetic 
circuit, which are due to two causes (a) hysteresis and (b) eddy currents. 
The highest quality silicon iron has*ari average ^figure of loss ” of *7 to *8 
Watts per pound, at an induction density of 10,000 lines per square 
centimetre, and a frequency of fifty cycles per second. The loss varies 
approximately as the square of the induction and approximately directly, 
as the frequency. 

{b) Copper loss . — The copper loss is made up of the PR loss of the primary 
and secondary v^indings and the eddy current loss in the copper due to the 
magnetic letkage flux set up between the •two windings. ln\addition any 
eddy current losses in the constructional parts are also com^ised in the 
measured copper loss. 

Efficiency. — The efficiency of a transformer is higher than that of 
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any other electrical machine, and in large size units may be as high as 
99 per cent. * 

Typical efficiency curves for small and large transformers are shown 
in fig. i8. 

It will be noticed that the cur\7is for 25 and 50 cycle transformers are 
of different shape, the former showing higher efficiencies at low loads. 
This is on account of the dift'erent ratio of iron loss to copper loss in the 
two cases. Where a high efficiency is required at light loads, the iron loss 
must be as small as possible in comparison to the copper loss. 



O 25 50 75 100 125 

Ttrcenk^ ixxii 

' Fig. 18, — Typical Efficiency Curves 


6 . Reactance. — The reactance voltage of a transformer is a voltage 
which is induced due to leakage flux set up by the ampere turns of the 
primary and secondary windings, and \Vhich is therefore in quadrature with 
the currents in the windings. It will be evident, if the load is of other than 
unity power factor, that the reactance voltage will have a component in phase 
with the phmary gnd secondary voltages, and will add or subtract from 
them. If the power factor is leading, the result will be a rise in secondary 
voltage, and if the power factor is lagging a drop in secondary voltage. The 
latter case is by far the more common, and hence, in small distributing 
transformers i where it is necessafy that the voltage is maintained^ as constant 
as possible, -the reactance is usually kept of low value by suitable grouping 
of the primary and secondary windings. 

A more important function of the reactance is its effect on the value of 
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the^ current which will flow if normal voltage is maintained across the 
primary winding and the secondary winding short circuited • Under these 
conditions the current will be equal to the full load current multiplfed by 
100 and divided by the percentage reactance at full load. For example, 
a transformer, having 5 per cent reactance at full load, will have a maximum 
short-circuit cyrrent of 20 tirqps full-load current. It will be seen that 
the short-circuit current, varies inversely as the reactance.^ The importance 
of the limitation of the maximupi short-circuit current of large power 
transformers will be realized, when it ia observed that the forces exerted 
are proportional to the square of the current an^ therefore inversely as 
the square of the percentage reactance. 

The size of unit and its position on the system determines the value 
of the reactance which is to be recommended for any particular unit. 
Transformers installed in a power station of large generator capacity should 
have a high reactance. In the case of a 20,000 k.v.a. unit stuping up the 
generated voltage to the transmitted voltage, and with no external pro- 
tective reactance installed, the full-load reactance may be as high as 15 per 
cent, whilst in a 100 k.v.a. distributing transformer, installed at the end 
of a long feeder, 3 to 4 per cent may be considered ample. 

7 . Regulation. — The regulation of a transformer is the drop in 
scQondary voltage between no load and full load, and is usually expressed 
as a percentage of the no load voltage. 

This drop is made up of two components: (a) the resistance drop in 
the windings, which is in phase with the current, and (b) the reactance 
drop, which is in quadrature with the current. 

It will be seen then, that, if the current is in pfiase with ^e voltage 
(i.e. unity power factor load), the resistance drop will be in phase with the 
’*voltage and the reactance drop will be in quadrature, and therefore have 
no component in phase with the voltage.* Under this condition the regu- 
’ lation will be equal to the resistance drop. 

Similarly, if the current lags 90° behind the voltage (zero ppwer factor), 
the regulation will be equal to the reactance drop. 

At intermediate power factors the regulation will ‘be made up of com- 
ponents of each of these drops, and its value may be obtained from the 
following formula: 

% regulation of any power factor 

% resistance drop X PF + % reactance drop x i — PF^. 

8. Connections. — Transformers for use on three-phase circuits may 
have the primary and secondary windings connected in one of €everal ways. 
It is usual, however, for the connections to be a combination of the star 
and delta atrangements. 

Owing to the flux density in an iron core not being a linean fr notion of 

• This statement is only approximately true, and applies particularly to transformers of 
low reactance. 
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the magnetizing current, there must be a third harmonic component in 
the magnetizing current in order to obtain a sine wave of If, for any 

reasoiV, this third harmonic component cannot flow, then there will be 
a third harmonic present in the flux wave and consequently in the induced 
voltage wave. 

♦ It is an inherent quality of the star c9,nnection that a third harmonic 
current cannot flqw from the lines, unless there is a return circuit available 
through the neutral point. As a result„.unless the required harmonic mag- 
netizing current is supplied from»iSome other source, there will be a third 
harmonic present in tlid \()ltage between each line and neutral, but not in 
the voltage between lines, h'or this reason, it is not usual to use trans- 
formers with both tlie primary and secondary windings connected in star, 
especially in the case of three-phase shell type units or of a bank of trans- 
formers consisting of three single-phase units. In such cases, if the neutral, 
point is earthed, there is the possibility of a third harmonic capacity current 
flowing to earth and causing telephone disturbances in the neighbouring 
districts. A further disadvantage is that, if the load is not equal on all 
phases, there will be a .distortion of voltage between each phase and 
neutral, wduch in extreme cases may cause heating up of the core of one 
of the phases . 

The delta connection overcomes the difliciilty of the supply of -the 
necessary third harmonic magnetizing current, for, although it still cannot 
be supplied from the lines, it will be supplied by the necessary current 
flowing round the delta connection. ITis connection is also suitable for 
ims3nnmetrical loading. For these reasons, it is usual to connect one 
v^inding (d the transformer in delta. 

The most; common combination is for the primary winding to be con- 
nected in delta and the secondary winding to be connected in stai , so that ' 
the neutral point of the secondary winding may be earthed. 

Where three single-phase transformers are used as a three-phase bank, ‘ 
both the primary and secondary windings are usually connected in delta, 
if it is not desired to earth either system at the neutral point of the trans- 
former windings. Under such circumstances this connection has the 
advantage, in case of breakdown of one of the three single-phase units, that 
the remaining two may be connected in open delta, and wTl supply a load 
of 58 per cent of the nor^ial full load of the bank. 

Small distributing transformers are sometimes connected in star/zig-zag 
instead of delta/star, on account of the larger current obtained in the primary 
winding, ehabling^more robust coils to be wound. This connection has 
similar characteristics to the delta-star connection as far as balancing is 
concerned, amd no third harmonic exists in the phase to neutral, or phase 
to phase voltages of the zigzag windings. 

9 . Parahel Operation.— Where two or more transfornlers have to 
run with their primary and secondary windings respectively connected in 
parallel, the following conditions must be fulfilled if satisfactory operation 
is to be obtained: — 
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(a) There must be the same angular displacement between the primary 

and .secondary voltages. 

(b) They must have exactly the same ratio of primary and secondary 

voltages at no load. 

(r) They must have the same voltage regulation at all power factors. 


(^7) This condition arises particularly in the case of ymec-phase trans- 
formers, as different combinations of connections give different angular 
displacement between primary and secondary voltage. The following table 
shows which of the more common connections gi\^ the same angular dis- 
placement and are therefore suitable for transformers which have to operate 


in parallel. 


A/A a/a a/a a/a a/a, A,/a 


A 

A 

ifes 

• 



A 

A 

yes 

yes 



A 

A 

no 

no 

yes 


A 

A 

no 

no 

yes 

yes 

A 

'A 

no 

no 

yes 

yes yes 


A 

no 

no 

yes 

yes yes ye,. 


(b) Unless each unit has the same voltage ratio at no load, as soon as 
the two secondary windings are connected in parallel, there will be a circulat- 
ing current flowing round the two secondary windings. The amount of 
current which the windings will carry without undue heating is fixed; there- 
fore, if there is a circulating current in the windings at no load, the amount 
of load current which they are capable of carrying in addition will be less 
. than the sum of the individual full-load currents of each unit. When the 
transformers are actually on load, the effect will be that the transformer 
with the higher secondary voltage will take more than its share of ,^he load. 

(r) This condition is necessary in order that transformers, which have 
the same ratio at no load, may maintain a similar ratio under all load con- 
ditions. From the previous discussion on the regulation of a transformer 
it will be seen that, to meet this condhion exactly, jjie resistance and reactance 
drops of the various transformers must be identical. Although this is true 
for perfect parallel operation, satisfactory service may be obtained if the 
values of v^esistance drop^ -f reactance drop“ (known as the*; impedance 
drop) for the various transformers are equal. * 

10. Choice of Type. — The chief points for consideratioi\ in deciding 
what type of transformer to install under any particular circumstances may 
be divided ender three headings as follow#: 

{a) Type of cooling. 

{b) Multiphase transformers or groups of single-phase units. 

(c) Core type or shell type units 

VOL II. 


22 
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(a) Type of Cooling . — This is the most important point to be settled, 
and is very largely governed by the size of the unit under consideration, 
and ujSon the situation in which it is to be installed. If the site is such 
that there is not an ample supply of water available for cooling purposes 
the choice of type is limited, except in very small units, to oil-immersed, 
natural-cooled transformers or to air-blast transformers. As pointed out under 
the description of air-blast transformers, these are only suitable for com- 
paratively low voltages, so that, in most cases, it becomes essential to install 
transformers of the oil-immersed, natural-cooled type. This same type will 
naturally be chosen foi isolated sub-stations .where continual attendance 
is not available. 

Where cooling water can be obtained without difficulty it will be found, 
on considerations of first cost, floor space, and head room, that oil-immersed, 
water-cooled transformers can be installed with advantage for capacities 
above the following: 

2500 k.v.a., three-phase, 50 periods, 

1700 k.v.a., three-phase, 25 periods, 

1500 k.v.a., single-phase, 50 periods, 

1000 k.v.a., single-phase, 25 periods. 

This method of cooling has been adopted for very large transformers, 
particularly in America, but there are several advantages in using oil- 
immersed, forced-cooled transformers for very large outputs. Although 
more floor space is required, on account of the auxiliary apparatus neces- 
sary, there is usually a saving in height. A better circulation of oil is 
obtained, resulting in more uniform cooling of the windings, and a further 
advantage is that by fitting a suitable back-pressure valve to the cooler oil 
outlet, the possibility of leakage of water into the oil is reduced to a minimum. 
For these reasons, therefore, oil-immersed, force-cooled transformers are 
recommended above the following limits: 

5900 k.v.a., three-phase, 50 periods, 

3500 k.v.a., three-phase, 25 periods, 

3500 k.v.a., single-phase, 50 periods, 

2500 k v.a., singk-phase, 25 periods. 


{h) Single-phase versus Three-phase . — In deciding between these two 
alternatives,* the n^ain considerations arc capital cost (including the cost 
of spare parts) and floor space. It may be assumed that both types are 
equally reliable, and that in each case spare parts are to be stocked to ensure 
a continuity of supply. In certain cases the question of weight and limiting 
dimensions fdr transport becomes of prime importance. 

As regards first cost, speaking generally, for groups up to 10,000 k.v.a. 
50 periods, three single-phase transformers may be more expensive than 
one three-phase unit, but, when very large outputs are considered, the cost 
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Fig. IQ — Approximate Cost ot Three-phast Oil-immcrscd VVatci-coolcd and Oil-immersed Forced- 
cookd 'I’ranstornicrs 


may become approximately equal. This relationship, however, is largely 
influenced by the type of transformers considered. 



Where a large number of units are to be installed, it will generally be 
found more convenient to install three-phase units and to have one complete 
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unit as a spare, but where one bank of transformers only is under considera- 
tion, single-phase transformers, with one single-phase unit as spare, have 
the advantage. 

(c) Core Type or Shell Type . — It is advisable to leave the decision of 
which type to install to the manufacturer, as, within wide limits, both types 
are«equally satisfactory. It will be found tha^^it is almost universal practice 
to adopt core type construction for transformers where the current in the 
high-tension windings is small (approxima,tcly below 15 amperes), and that 
the shell type is generally recogni:jLed as more suitable for single-phase 
transformers of large capLcity and low^ voltage,, such as are necessary for 
electric furnace work. Between these limits, both types are manufactured 
equally satisfactorily, although each has advantages in several ways. 

The chief advantages inherent to shell type construction are: 

1. A more robust construction and greater facility for bracing the coils 

against mechanical damage, which may result from short circuit. 

2. There is no tendency towards shrinkage of the insulation between the 

coils, as the weight of the copper does not bear directly on the 
insulation. 

The chief advantages of core type construction are: — 

1. A greater ease of repair in case of breakdown, and, 

2. Less voltage between adjacent turns of the windings. 

For the purpose of preliminary estimates of the cost of new plant, approxi- 
mate prices ’and weights of large three-phase transformers are given in 
figs. 19 and 20. respectively. The data are based on oil-immersed, water- 
cooled or oil-immersed, forced-cooled transformers, and in the latter case 
includes the necessary auxiliaries, such as coolers, pumps, and motors. 
They are also based on transformers having a temperature rise in the oil 
of 50° C. above the cooling water. The price curves are based on present- 
day costs, which are approximately 60 per cent above pre-war costs. 



CHAPTER VI 


Testing, Erection, and Operation of 
Transformers 

1 . Testing. — Before delivery, all transformers are subjected to severe 
tests to ensure that guarantees ol losses and temperature rise are met, and 
also to ensure that the insulation is satisfactory. The various tests which 
it is usual to make are as follows: — 

Ratio Test. — The ratio of the primary to the secondary voltages is 
tested in order to ensure that the correct number of turns have been wound 
in the primary and se- 
condary windings. It 
is usual to do this by 
direct voltmeter read- 
ings, where the ratio 
is comparatively small, 

Where the ratio is high, 
one method is illustrated 
in fig. 1. The primary 
windings of the trans- 
former under test, and 
of the standard trans- 
former, which has a 
known number of turns, are connected in parallel, and theretore have 
the same pressure applied to them. The secondary windings are connected 
in series in such a way that their voltages are in opposition, and, if equal, 
no current will flow through the windings. The secondary winding of the 
standard transformer has tappings brought out from every half turn, and 
the connection is made to the one which results in no circulating current. 
The ratio of the transformer under test will then be the same as the known 
ratio of the standard transformer on the particular tapping employed. 

Resistance Measurement. — The resistances of the primary and . 
secondary windings are measured to ensure that the correct section of copper 
has been used »^md also that the copper is of standard quality. When making 
this test it is advisable to short circuit the winding of which the resistance 
is not being measured. As the resistance of copper varies at a constant 
rate with variation of temperature, the rise in temperature of the windings 
during a load test may be calculated from resistance measurements made 

101 





102 


HYDRO-ELECJRIC ENGINEERING 


before the commencement of the test, and immediately on its completion, 
from the following formula: 


tr = 



(234 + 0. 


where t, 
t 


rise in temperature (depfrees C.), 
temperature (degrees C'.j at which is measured, 
resistance at commencement of test, 
resistance at end of test. 


In making the cold measurement sufficient time must be allowed to 
ensure that the windings are at the same temperature as the surrounding 
medium. 

Iron Loss. — The iron loss is measured by applying normal pressure 
to either the primary or the secondary winding, and, with the other winding 
open, measuring the power input. The quantity obtained will be the sum 
of the iron loss and the I“R loss of the winding due to the magnetizing 
current. As this current is small compared to the full-load current, the 
PR loss is usually negligible and may be ignored. 

Copper Loss Test. — The measurement of the copper loss is made 
by circulating full-load current through one of the windings, with the other 
winding short circuited, when full-load current will flow through the latter, 
due to the fact that the ampere turns of the primary and secondary wind- 
ings must balance. The power input measured is the copper loss in the 
transformer, and the voltage necessary to circulate full-load current is the 
impedance ‘voltage. 

This test also indicates if there is excessive eddy current loss in any of . 
the constructional parts, due to the leakage flux set up by the current circu- 
lating through the windings. The copper loss at a particular load is not a 
constant quantity, but varies with temperature by approximately 0-4 per 
cent per<iegree C. 

Efficiency. — On account of the difficulties of loading any hut the 
smallest size transformers, the efficiency is usually calculated from the 
measured iron, loss and copper losr by the following formula: — 

Efficiency percentage at given output 2- 100 (i — ^ -V 

\ output + L/ 

where L = Sum ofjron loss and copper loss in kilowatts at given output. 

In obtaining the iron loss and copper loss at fractional loads from the 
full load figur.es, it should be noted that the iron loss is constant, and the 
copper loss varies as the square of the load. Care should also be taken to 
see that the cofjper loss is corrected to the temperature at which thV* efficiency 
is required. 

Insulation Tests. — The insulation between the primary and secondary 
windings, and between both windings and the frame, may be tested by 
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applying twice the normal voltages (with a minimum value of 3000 volts) 
for a duration of one minute. This is the test specified by the British 
Engineering Standards Association and is generally adopted. Higher tests 
or tests for a longer duration are not advisable on account of the danger of 
straining the insulation. 

An alternative method is to apply double normal work'i'hg pressure 
across the low-tension winding, which will result in a corresponding over- 
potential between all adjacent parts of the winding and l^ctw^een the wind- 
ings and frame. 

This test is the only oi]e applicable to transfi rmers specially designed 
for service wdiere one end of the high-tension w-inding is to be per- 
manently earthed. 

T emperature 
TCvSts. — It is not usual 
or necessary to make a 
temperature test on all 
transformers, as with 
any particular type of 
tank the manufacturer 
knows from experience 
almost exactly wdiat heat 
it wall dissipate with a 
given temperature rise. 

Having measured the 
losses, the temperature 
rise may be calculated 
with a sufficient degree 
of accuracy for normal 
requirements. On transformers of special design, or when specially 
required by the customers, temperature tests are made. 

On all but the smallest size transformers it is impracticable to load 
transformers as they are loaded in service, but this difficulty may be over- 
come in one of several ways. Where two duplicate 'Units are available they 
may be connected in parallel, and normal voltage applied. The secondary 
windings are connected in opposition so that no current circulates between 
the tw^o units. By means of a third transformer, which has its secondary 
winding in series with the secondary windings of the transformers under 
test, sufficient voltage is applied to circulate full-load current. The con- 
nections for this method are shown in fig. 2. 

Where two units which can be loaded in the above manner are not 
available, the following method may be used. One winding is short cir- 
cuited, and sufficient pressure applied to the other winding to circulate a 
current w^ich will give a loss equal to the sum of the normal full load iron 
and copper losses. This method is not to be recommended, as it necessi- 
tates considerable overloading of the transformer windings with a resulting 
danger of high internal temperatures. 



riC 2 — Duicram of Connection*^ for Temperature Test 
(hack-to-barl< method) 

and T;, 'rranstormers undci test Ts, Auxiliary t ansformer. 
A, Ammeter 
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For three-phase transformers the delta-delta method is often the most 
convenient. Jhe connections are shown in fig. 3 . Both windings are 
connected in delta, and normal voltage supplied to one of them, which 
gives ^he normal iron loss. A third transformer is connected in series 



Fig 3 — Diagram of Connections for Temperature Test delta-ddia melliod 


with the other windings, and sufficient voltage supplied to circulate full- 
load current. 

2. Installation. — In making preparation for the installation of trans- 
formers there are a number of points to be kept in mind. The situation 



Pig, 4. — Curves showing Variation of Insulation Resistance with Temperature and Time for Oil- 
immersed Transformers ^eforc, during, and after Drv'ing (Jut N B The actual value ot time and 
insulation resistance are only avc'iagc representative figures 


should be such that there are facilities for lifting the transformer out of 
its tank for in^oection purposes a^id in case of breakdown, for in. the latter 
case considerable delay may occur in getting the transformer back into 
service, if it is not situated where it can be conveniently handled by a crane 
or pulley block. Where natural-cooled transformers are being installed, it is 
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A FUSES 


extremely important to provide ample space for adequate air circulation; 
also the transformer chamber itself should be well ventilated. • Tt is advisable 
to leave a clear space of not less than two feet on all sides of natura^cooled 
transformers up to 1000 k.v.a. capacity, and three feet for larger size 
units. 

3 . Erection. - During the period between delivery and erection, the 
transformer should be stored in as dry a place as possible, for it is essential 
that the windings and 
oil should be thoroughly 
dried out before the 
transformer is put into 
service, and less time 
will be taken for this 
process if every precau- 
tion is taken to prevent 
the absorption of mois- 
ture during the storage 
period. The exact pro- 
cedure in erecting any 
particular transformer 
wiJl depend on the 
method which has been 
adopted for transportation from the 
manufacturer’s works. Where a trans- 
former is delivered completely dried 
out and ready for immediate installa- 
tion, providing there is no delay in 

'putting the unit hito service, the dry- 
ing-out process, which is necessary in 
all other cases, may be omitted. 

4 . Drying Out. — There are 
several methods ol removing the 
moisture from the windings and in- 
sulation, and in each case the best 



LOW VOLTAGE 
PHASE SUPPLY 


TEMPORARY CONNECTION ^ 


TEMPORARY BREAK^ 
OF NEUTRAL 


t'lR 5 — Method cj 


A, Three-phase supply Drying out under vacuum 
with transformer tun on short circuit Special air- 
tignt (.over htted tor drying operation If only single- 

indication of the state of the windings suppU is available connect upas shown in B, 

’ • J r • r • 1 • neutral connection being broken B, Onc- 

is ootainecl irom a series 01 insulation piiascsuppiv.* suppiv teimmais, 6. 
resistance readings. Fig. 4 shows a 

typical insulation resistance curs^e during the drying-out period. At the 
commencement the insulation resistance may be high, but, df moisture 
is present, as the windings are heated up it will drop rapidly to a very low 
value, and will remain constant until such time as the moistu’-e is reduced 
to a negligible quantity, when there will be a rapid rise. The windings 
must be maintained at a constant temperature of approxirtiately 100'^ C. 
until the rise in the insulation resistance is noted. This may take a period 
of two or three days, or even considerably longer, according to the state 
of the windings. 
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It is equally important that all moisture should be dried out by heating 
the oil to a constant temperature of approximately ioo° C. until^ samples, taken 
from t^me to time, show that the dielectric strength is such that a breakdown 
will not occur between electrodes separated by a gap of *15 in., at a lower 
pressure than 25,000 volts. 

, A short description follows of four met^hods of drying put transformer 
windings. One of these methods will be found suitable for almost any 
conditions. ^ 

(^7) Vacuum Process (fig. 5).- T^his is only applicable where transformers 
are supplied liaving tanks specially designed ,to withstand a vacuum. As 
this necessitates a very much stronger tank than is required under normal 



Fig. 6 — Method b — Dr>’]nc Out in Hot Oil with Heating Resistance Grids 


circumstaneps, such tanks are only supplied for very large transformers. 
The ai^is exhausted from the tank until a vacuum of 25 in. of mercury is 
obtained. The windings are then heated by passing curren; through them, 
and the temperature maintained constant at a value of 66^ C., which corre- 
sponds to th6 boiling-point of w^ter at this reduced pressure. Insulation 
resistance readings are then taken, Us 'previously described. This method 
has the advantage that only a low temperature is necessary, and thus there 
is little risk of damage to the insulation. When the drying out is complete, 
the oil maf be admitted into the tank under vacuum, thus preventing the 
formation of air bubbles in the interior parts of the windings. 

{b) Dryvig Out in Hot Oil~\X is often most convenient to dry out the 
transformer in hot oil. The oil is heated by resistances suitable for whatever 
supply of elettrical energy is av/ilable. The resistances will have to be such 
that the oil can be maintained at a temperature of approximately 100° C., 
and, in order to keep them to as small a size as possible, it is advisable to 
lag the transformer tank with oil sheet or other suitable material, so as to 
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reduce the heat dissipated from its surface. The method as applied to a 
three-phase transformer is illustrated in fig. 6. 

(c) By Means of Hot Air . — A further alternative \\'hich is particularly 
applicable to air-blast transformers, but which may be used for other types 
where it is most convenient, is illustrated in fig. 7. Air at a temperature 
of approximately 85° C. is blown through the transformer windings. In tbe 
case of oil-immersed transformers, the air may pass into^the tank through 
the oil valve, if this is sufficiently large. 

Suitable baffles are used to ensure that 
the air is distributed to all parts of the 
windings. The air should be passed 
through a drying chamber containing 
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Fiff 7 — Method c — Uninj’ Out by Ilot-air Circulation Transformer m Tant 
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dry quick lime or calcium chloride, which will absorb any moisture. 
Approximate figures for the amount of air necessary are as follow^s; 


Transformer Rating. Quantity of Air per Minute. 

500 k.v.a. 2000 cubic iieet 

750 „ .... 2500 

1000 ,, .... 3000 „ 


(d) Short Cirant Method . — A further method, which is only recom- 
mended wdiere other means cannot be adopted, is to obtain the necessary 
heat by passing current through the transformer windings. Where possible, 
this should be done with the transformer removed from the oil, so that as 
little current as possible is necessary. 

The current required wall vary according to the size of the unit, and 
the pressure necessary to produce this current will depend on the impedance 
of the transformer windings, which is usually sfhmped on the name-plate. 
The pressure required in any particular case may be obtained by multiplying 
the impedance voltage by the appropriate factor given in the second column 
of the following table: 


Transformer Capacity. 
Up to 20 k.v.a. 

20 50 „ 

50 to 200 ,, 

200 to 500 „ 

500 to 1000 k.v.a. 
1000 k.v.a. upwards 


Drying Current Required. 
1-25 full load current. 

I -00 

o*6o 
0-40 
0*20 
0*15 


» 

>> 
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When a three-phase transformer is being dried out by this method, 
and a single-^hase supply is the only one available, the method of connect- 
ing up the windings is illustrated in fig. 5 B. 

It will be found that one of the above methods will be applicable for 
almost any particular case. Whichever method is adopted the utmost care 
must be taken to avoid excessive temptratures, which ivould result in 
damage to the ipsulation, and also to avoid a possibility of fire, especially 
in the case of oil-immersed transformers. For this reason the transformer 
should be under continual observation during the whole of the drying 
period. 

5 . Tests on Site. — In addition to the tests which are made at the 
manufacturer’s works it is usual to make certain tests on site before the 
transformer is put into service. 

As already stated the insulation resistance between the windings and 
the core is, measured during the drying-out period to give an indication 
of the progress being made. 

When a transformer has been in store for a considerable period, at the 
conclusion of drying out, c pressure tests, as previously described, may be 
considered necessary, but in such cases the pressure applied is usually only 
75 per cent of the pressure which is applied during the works tests. 

When the transformer has been satisfactorily dried and tested, it is ready 
to he connected up and put into service. 

6. Connecting Up. — Where a transformer is being installed which is to 
run in parallel with an existing unit, care must be taken to ensure that the 
new' unit is connected up in such a manner that the secondary voltages of the 
tw'o trans^rormers are in phase. Where the supply is single phase there will 
be little difficulty in obtaining this condition. On three-phase systems, 
as previously pointed out under the discussion on parallel operation, it is 
essential that the transformer should have combinations of connections of the 
primary and secondary windings, which give the same phase displacements' 
betwe^ the primary and secondary voltages. Providing the manufacturer 
has been advised of the necessity of parallel operation on the placing of the 
order, it should onR be necessary to connect the new transformer strictly 
in line with th^ diagram of connections supplied with it. If such is not 
the case, some little difficulty may be experienced in finding the correct 
terminals on one transformer to join to the respective terminals of the other 
transformer. The usual method is to connect up the primary windings in 
parallel and to join together one secondary lead of each of the transformers: 
by taking 'readings of ^voltage across the remaining secondary leads it is 
usually possible to find the correct method of connecting up. 

When this has been accomplished it is advisable to run the transformer 
with the secondary windings open circuited for a few hours before switching 
on load, in order to ensure that* the windings are in order. ^ 

7. Maintenance. — To obtain entirely satisfactory results from any 
transformer installed, it is necessary that periodical inspection is made of 
each unit. The length of time which should elapse between such inspec- 
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tions will depend to a certain extent on the size, voltage, anj conditions 
of service, but iji general it should be of the order of twelve nlbnths. The 
transformer should be lifted out of its tank, if oil-immersed, and careful 
inspection made of all clamping bolts to ensure that they are tight. Where 
the coil bracing arrangements are such that they may be adjusted to take 
up any shrinkage that has occurr^l in the windings, this adjustment should* 
be made. As far as possible the coils and windings mus^ be kept clean, 
and particular attention paid in tubular tanks to see that there is no obstruc- 
tion in any of the tubes. t\^ith water-cooled transformers it may be found 
necessary to clean the cooling, tube, as there is a possibility of scale being 
formed, which interferes with the conduction of the heat to the cooling 
water. In all units which are oil immersed, the state of the oil is of the 
highest importance, for unless this is in the best possible condition, the 
life of the transformer may be reduced considerably. A small quantity of 
the oil should be run off from the base of the transformer and ijs dielectric 
strength tested. If this is not satisfactory it will indicate that the oil con- 
tains moisture or other impurity. 

8. Oil Filtering. — In such cases it is advisable to dry and filter the 
oil an(^ repeat the test until satisfactory test results are obtained. The most 
convenient method of doing this is to employ an oil drying and purifying 
outfit, such as is illustrated in fig. 8 (see Plate facing p. 84). This 
consists essentially of a motor-driven pump, which circulates the oil through 
a strainer to remove any solid matter which may be present, and also 
through a filter and dryer. The filter consists of a number of chambers 
containing filter paper, through which the oil is forced. Where the oil 
is not in a bad condition it is often sufficient to pass 'it once through the 
outfit, but in some cases the process may have to be repeated several 
times before the moisture is removed. Wherever possible it is advisable 
to pump the oil from the transformer tank into some other containing 
vessel, but, where this is not possible, oil may be drawn from the base 
of the transformer tank and returned to the top until such tim^ as a 
sample taken from the bottom proves satisfactory. 

9 . Oil. — As the majority of transformers are oil 'immersed, and also 
IS the continued satisfactory service of such transformers is dependent to 
i large extent on the quality of the oil, it is important that orTly oil of the 
highest quality should be used. Th^ chief characteristics of a satisfactory 
oil are as follows: 

{a) Good insulator having high dielectric strength. 

(b) High thermal conductivity. 

(c) High specific heat. 

{d) Low viscosity. 

(e) Capaljjle of standing operating temperature without carlionization or 
producing sludge. 

Of the above characteristics the first and last are the most important. 

The dielectric strength is an excellent indicator of the state of the oil,. 
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particularly m showing the presence of moisture, as -oi per cent of moisture 
will reduce the dielectric strength by 50 per cent. Impurities of any kind 
have ^ similar though less marked effect. 

The deposition of sludge occurs to some extent with all transformer 
oils. The deposit appears to be due to the presence of air in contact with 
the oil, and is accelerated by the presencen^of metal. Sludge is a bad con- 
ductor of heat, ^nd therefore liable to cause high internal temperatures in 
coils which are covered with it. . 

A good oil should meet the following requirements: 

I 

Flash point — using Pensky Marten apparatus . . 170° C. 

Loss by evaporation, 8 hours at loo'" C. . . • • 3 per cent. 

Solidification .. .. .. .. .. .. — 5' C. 

Viscosity — using Redwood viscometer, 15^ C. . . 500 seconds. 

,, — time for outflow of 50 c.e., 50'' C. . . go ,, 

Disruptive strength (A in. spheres, *15 in. apart) . . 22,000 volts. 

Sludge characteristic. — After passing a current of air through the oil 
at 150'’" C. for 45 hours in the presence of metallic copper, the 
solid deposit must not exceed i per cent. 

Oil-testing apparatus is now manufactured in compact form, and such 
an equipment may be considered an essential accessory to all large trans- 
former installations. 



CHAPTER VII 

Protection of Electrical Network 

Electrical system; protective systems; use of reactances 

1 . Electrical System. — In the switchin^^ equipment it is possible to 
make very wide variations, and for a given plant the cost of one arrangement 
may easily be two or three times that of another. Elaboration in switch- 
gear may be justifiable if advantages are obtained in the direction of: 

1. Greater freedom from complete shut-down of the system. 

2. Limitation of damage due to faults or incorrect operation of plant. 

3v.Greater flexibility in connection between main units of plant. 

4. Increased facility for repairs or cleaning. 

*5. Safety for operators of plant. 

6. Minimized fire risk. 

The value to be placed on each of these points will depend largely on the 
purpose for which power is used and also on the size of the development. 
For instance, if a small plant be established purely for'clomestic lighting and 
power purposes it will be better to take some risks, even of total shut-down, 
'rather thun increase capital charges. On the other hand, with a plant serving 
electric furnaces, or employed on electrolytic work, the consequences of a 
few minutes interruption of supply may be sufficiently serious to warrant 
every elaboration. 

In a large power plant the increase in cost necessaiy^ to obtai/f added 
flexibility is relatively unimportant, while the effects'^ of trouble are much 
more widely felt. 

It is not possible to dogmatize in regtlrd to the correct eqiiipment for a 
given size of plant, on account of thtf many factors which affect the situation. 
The underlying principles of the various arrangements are discussed here- 
after, and the advantages and disadvantages attending their employment 
should be considered in every projected development. « 

The simplest system of connections is that shovffi in ^g. i. In this case 
all generators aie connected in parallel to a single set of bus>bars, and all 
feeders taken d^ect from these bars. Distribution is at generator voltage, 
so that sudi an arrangement is naturally hmited to plants serving a com- 
paratively small area, with a reasonably well distributed load. 

The single bus-bar system is used almost exclusively in direct-current 
plants, which are not often of large capacity, and in which the voltage is 

111 
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sufficiently low to make it possible to carry out cleaning operations while the 
connections afe aliVe. On all alternating-current work it is , desirable, and 
where v»the pressure exceeds 650 volts it is essential, to install an isolating 
switch between each circuit-breaker and the bus-bars, so as to make it possible 
to clean the^ oil circuit-breaker in safety. The bus-bars with this arrangement 
can only be cleaned when alive, or when the whole plant is shu/i down. 

With the duplicate bus-bar system shown in fig. 2 greater flexibility is 
obtained. Each circuit is provided with the usual circuit-breaker and also 



0 0 0 * • 

Fip 1 — SimpK System 


two isolating switches. By 'closing appropriate isolating s\\ itches, connection 
can be made to either set of bus-bars. Used in this manner, these is^hating 
switches are more generally termed selector switches, although the only 
difference is one of function and not of construction. 

Normally only one set of bus-bars is in use, giving in effect the connections 
shown in fig. i. For cleaning and repair, however, all circuits can be trans- 
ferred to the auxiliary or “ hospital set of bars, thus leaving the main bars 
dead and safe to touch. Further, should it be desired to work certain feeders 

Mom 
Aoxiliory’ 
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Fjf- 2 — Duplicate BuF-bar System 



under conditions different from the remainder, this can be accomplished by 
connecting them, vyith a sufficient generating plant, to the “ hospital ” bars. 

For example, one feeder may be overloaded temporarily, so that the voltage 
at the receiving end would be too low, were supply from the generators at 
normal pressure. By segregating out this feeder with its generating plant, 
the supply voltage can be boosted*up as required, without affecting other parts 
of the system. 

In systems supplying long transmission lines, it is usually desirable to 
try out separately a line which has been under repair, before paralleling it 
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with the rest of the system. In this case the duplicate bus enabies the opera- 
tion to be easily performed, by separating out also a single generator of 
sufficient capacity to supply the full charging current of the line in question. 

There is a further use for the duplicate bus-bar, occasionally found on 
systems transmitting power overhead. Should one wire of a feeder become 
earthed, it is ppssible to separate the feeder from the main system and defi- 
nitely earth that conductor at the power station while the insulators are being 
replaced. If the neu- 
tral point of the A.C. 
generators is normally 
earthed, this connec 
tion must be removed 
on the plant serving 
the feeder under re- 
pair. It may be noted 
that this practice is 
not free from objec- 
tion, as although it I Ig 3 ~C s>c ol Bus-hc switch wul. Duplicate Bus-bars 

cnabjes supply to be 

maintained instead of shutting down for repair, the unearthed conductors 
are subject to greater potential stresses than usual. 

Isolating and selector switches are usually of the air-break type and are 
not fitted with any quick-acting flicker blade. It is consequently only feasible 
to make or break with them very small currents. In fact it may be taken 
as a rule that no current whatever should be broken on single-pole isolating 
switches. Where all the poles are coupled together, remote mechanically 
operated isolating switches may be used to 
break the charging currents of short trans- 
mission lines or the magnetizing current of 
small transformers. 

When transferring circuits from one set of 
bars to the other it is possible to parallel the 
bus-bars, change over the circuits, and subse- 
quently, after carefully adjusting the loading 
on generators to correspond with their feeders, 
to break the bus-bars apart, all on the selector 
switches. While in many plants this practice 
is the only alternative to a momentary shut-down for transfer, the opera- 
tion is greatly facilitated by the use of a bus-coupling oil switch- (fig. 3). 

With an oil switch which can be used to break th 5 connection between the 
two sets of bus-bars, there is no occasion for the same careful adjustment of 
load distribution between generators, since this switch will not be damaged 
by an arc. '®As soon as the bus-coupling on switch is opened, each group of 
generators will be independently adjusted to take up the load. 

An alternative method of attaining the same facility of operation is to use 
oil-immersed selector switches, as shown in fig. 4. Using these, a special 

VoL. 11. 23 
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bus-coupling oil switch is unnecessary, since any pair of selector switches can 
be used to connect or disconnect the two systems of bus-bars. Oil selector 
switches are more quickly operated than the usual air-break type. This 
advantage is particularly noticeable when selectors and main oil circuit- 
breakers are operable from the same point. On the other hand, the space 
occupied and the first cost arc largely increa^^.ed, so that on the, whole the oil- 
immersed bus-bar coupling switch will generally be found preferable. 

In all the schemes thus far described, normal operation is to parallel all 


I ig 5 — SubdiMded bimplc lius-bar S\stcm 

generators through a single set of bus-bars. This is not always desirable, 
especially with large plants, on account of the very heavy currents nvhich 
may pass in the event of a fault on the system. Such currents not only 
necessitate specially stiff bracing of all conductors, but also entail the use of 
oil circuit-breakers of large rupturing capacity and high cost. 

To avoid this difficulty it is sometimes possible to divide the whole system 
into two or more parts, each having its complement of generators and feeders. 
The various sections can be tied together by a bus-section oil switch. See 


Fig. 6. — Ring Bu' bar System 


fig. 5. When the plant is working at or near full load, the section oil switches 
are opened f giving in effect separate electrical power systems. At times of 
light load the section switches are closed, and only so many generators run as 
are needed tp supply the whole load. It will be seen that with this method 
of operation it is impossible for all the generators at once to feed into 
a fault. The* magnitude of the 6 hort-circuit current can be lin?ited to any 
desired extent if the system is capable of sufficient subdivision. 

The two ends of a sectionalized bus-bar system may be connected together 
to form a ring, as shown in fig. 6 . This possesses the advantage that it is 
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possible to tie together the outer sections should 
both be lightly loaded, without interfering with 
the middle section. As a rule ring bus-bars are 
operated with all section switches closed, these 
only being opened when it is desired to segregate 
a section without affecting the^rest of the plant. 
As closing the bus-section switch will connect 
adjacent grcmps of generators, arrangements must 
be made for proper paralleling. ^ 

Maximum flexibility is obj:ained with a section- 
alized duplicate bus-bar system, as shown in flg. 7. 
In this case the hospital bar can be used if it is 
desired to parallel any two or more sections, which 
are not adjacent. If there are more than three 
sections this cannot be done with a ring bus-bar 
system. Further, with the arrangement shown 
any section of bus-bar can be isolated readily for 
cleaning, whereas with a simple ring system ^f 
bus^bars a section of plant must be shut down if 
work is to be done on the bus-bars. 

• So far the diagrams shown have been applic- 
able equally to D.C, or A.C systems, and atten- 
tion has been confined to those plants in which 
power is distributed at generating voltage. In the 
majority of hydro-electric developments this is not 
possible, owing to the distance between the source 
of power and point of consumption. It is neces- 
‘^sary, therefore, to consider the possible arrange- 
ments of connections when transformers are used 
to step up the voltage for transmission. Only 
A.C. working will be considered, as being by far 
the most widely used. The Thur}' system of 
high-tension EI.C. transmission is briefly dealt 
with in a later section. 

The number of feeders in such cases is usually 
small, since it does not pay to builfl k high-ten* 
sion line to transmit small powers. Moreover, it 
IS frequently possible to preserve a regular pro- 
portion between the number and capacity of the 
generators and of the feeders. 

In general tiie system can be arranged in three 
ways; 

(a) With* generator and transformer svvltched 
as a unit. 

-{b) With all transformers switched independently. 

(r) With transformer and line switched as a unit. 
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Fig. 7. — Subdivided Duplicate Bus-bar System with Bus-tie Switches 
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These thrfee methods of connection are shown in figs. 8, 9, and 10 respec- 
tively. It wil^* be understood that each of these diagrams is capable of being 
elaborated with duplicate bus-bars, section switches, &c., after the manner 
already indicated. 



}'jg 8 — Transformer and Generator switched as a I'nit 


The practice of switching the transformer and line as a unit (fig. 10) was 
one of the earliest adopted. It presents some disadvantages, in that the 
transformers may be of varying capacity, corresponding to the requirements 
of the different feeders, making it difficult to arrange economically for stand-by 
transformer equipment. Moreover, should a transformer fail, its line is out 



Fig. 9. — Trjnsformers separately switched 


of commission until rejfairs are effected. When switching in an unloaded 
transformer,, considerable surges of magnetizing current may occur, de- 
pending on the point in the voltage wave at which connection is established. 

If the feeders are in parallel at the receiving end, the effect of t)pening the 
switch of one transformer and its line is to give a larger voltage drop on the 
other feeders than would be the case with other methods of connection when 
a feeder is disconnected. 
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The main advantage of this method of connection is that switching surges 
on the high-tension side are reduced to a minimum. This, however, was of 
greater importance a few years ago than it is now, as modern transformers, 
switches, and transmission-line material are sufficiently well insulated to avoid 
trouble from switching surges. 

The first cost of switchgear is also reduced, as all apparatus' is insulated 
for low voltage only. On the whole the disadvantages of ^lis scheme may be 
said to outweigh the advantages, and it is only rarely adopted to-day. 

When the system is arranged so that .ill transformers are banked together 
and switched independently, as in fig. 9, it is possible to operate them at 
maximum efficiency. Breakdown of a transformer does not involve the 
disuse of a transmission line, and as there are automatic circuit-breakers on 
both sides of the transformer, finely set protective devices can be employed. 

T. here is no difficulty in arranging all transformer units to be of the same 
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size, so that a minimum amount of spare plant is required. The a. rangement 
is more expensive than the other two, and is subject to the rush of mag- 
netizing current when switching on transformers. 

Despite these disadvantages the system of connections shown in fig. 9 is 
probably more widely used than any other. It is particularly suited to cases 
where transmission is at two or more voltages, as in this case all generators 
are equally available for supply to any circuit. 

^ When switching transformer units in a system arranged in this manner 
it is best to close first and open last the oil circuit-breaker on the low-tension 
side, as by doing this high-tension surges are avoided. 

The practice of treating generator and tran^ormer as a unit (fig. 8) is 
one which has recently been adopted widely. The new super-stations at 
Dalmarnock, Glasgow Corporation, and at Barton, Manchester Corporation, 
are cases in point. In plants having large genej-ating units, low-tension 
switchgear becomes very expensive and bulky, and introduces a certain 
element of risk, in that a low- tension short-circuit would involve very heavy 
currents. ^Froni this point of view the low-tension gear should be kept as 
simple as possible. 

By running up the generator solidly connected to its transformer, no rush 
of magnetizing current can possibly occur, this being an advantage gained 
over both the other schemes discussed. 
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A further considerable advantage in the schemes shown in figs. 8 and 9 
is that separatii circuit-breakers are fitted for each feeder. Probably 90 per 
cent of the service interruptions on systems transmitting power overhead are 
due to line troubles. With cable systems less than half the troubles are 
external to^the station. So far 30,000 volts is about the highest pressure 
used on a cable system, so that most hydro-electric plants fall in'the first class. 
British makers are, to-day prepared to build cables up to 60,000 volts, but no 
great practical experience with them is y&t availablp. 

Any system of connections which involves tying together two units of 
plant is of necessity inflexible, since the failure of one unit puts both 
out of commission. A transfer bus-bar, as shown in fig. 1 1 , may be 
employed, each generator and transformer (or transmission line) being pro- 
vided with air-break selector 
switches as indicated. With 
this arrangement any one 
generator may be connected 
to any other transformer 
through the transfer bus- 
without interfering . with 
the remaining sets. 

In a recently built 
power station in Germany 
transfer cables have been 
run between units, each 
cable terminating in a lug 
which can quickly be bolted 
up to the machine or trans- 
former terminals.' This 
scheme is cheap, and prob- 
ably less liable to break down than a set of transfer bars and selector 
switches btiilt in the usual way. The work of changing over connections, 
however, would take considerably longer time than when using proper 
selector switches. 

In all the foregoing diagrams the arrangements are such that should an 
oil circuit-breaker fail, the plant or feeder which it controls must be out of 
commission until the breaker is repaifecf or replaced. A certain amount of 
stand-by generator and transformer plant is always installed to replace 
damaged equipment, and in some cases it is arguable that similar provision 
should be made with the^switchgear. 

In some European plants a spare oil circuit-breaker of each size is kept 
ready, and in Case of necessity can be connected in place of damaged apparatus. 
To do this taVes up considerably more time than is required to switch in 
a spare transformer or generator. In other cases a short-circuiting switch 
is connected across the outer terminals of the usual oil circuit-breaker iso- 
lating switches. By closing the short-circuiting switch and opening the 
other two, repairs can be carried out on the oil circuit-breaker. For the 


Mam E.HTBus 




PROTECTION OF ELECTRICAL NETWORK 119 

time being the particular circuit affected is deprived of automatic protection, 
so that the arrangement involves a certain 
element of risk. 

In certain large American plants using a 
duplicate bus-bar system such as is shown in 
fig. 4, each of the selector swit<"hes is in fact 
an oil circuit - breaker, the main circuit- 
breaker being omitted, giving the connec- 
tions in fig. 12. Automatic relays are arranged 
to trip both circuit-breakers at the same time. 




Fig. 12. — Oil Circuit-breakers used for .Selection 


Fig 13 — Oil Circuit-breakers on 
Transfer Bus 


This arrangement has much to recommend 
in fig. 4 are made only of sufficient normal 
current-carrying capacity, but of small rup- 
turing capacity, interlocks must be provided 
to ensure that both selectors cannot be opened 
unless the main oil circuit-breaker is opened 
first. Otherwise a selector switch might he 
called upon to open on too great a load and 
be damaged thereby. Using the arrangement 
shown in fig. 4, it is a very general practice 
to use as selector switches, non-automatic 
devices which are otherwise duplicates of the 
main circuit-breaker. In such a case the 
scheme of fig. 12 would actually come out 
cheaper. 

The transfer bus system of fig. ii is 
similarly subject to modification, using auto- 
matic circuit - breakers, the two possible 
arrangements being as shown in figs. 13 and 
14, the formeU being the more usual. 

Using* the scheme shown in fig, 13, by 
closing circuit-breaker h the generator is tied 
direct to its corresponding transformer. If 
this circuit-breaker be out of order, the same 


it. If the oil selector switches 
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connection caVi be established by opening the bus-section isolating switches 
and closing ckcuit-breakers a and r, while these same circuif-breakers can 
be usod in conjunction with the transfer bus to tie together any generator 
and transformer which do not normally correspond. It will be noted 
that with this switching system the generator protective device must be 
aiyanged to trip out both a and b, while tfce transformer relays must trip 
by f, and c/. This involves the use of a relay wiring transfer switch when- 
ever the transfer bus is in use. , 

The advantage claimed for the system in fig. 14 is that circuit-breakers 
e and " are normally in scries, and it is thus possible to get a “ second line of 
defence ” if overload relays are used in addition to any other forms of pro- 
tection. For instance, 
should the circuit - 
breaker " fail to open 
in the event of trouble 
in the transformer, the 
overload trip should 
cause e to operate. No 
relay transfer switcj) is 
needed in this case, as 
e always is connected 10 
the same generator and 
g and d to the same 
transformer, whether 
the transfer bus is in 
use or not. 

Fig. 15 — Synchronizing Bus-bar .Arrangement An ingeiUOUS ar- 

rangement hds been 

suggested * to avoid complete reliance on a single circuit-breaker in the 
case of a system employing a synchronizing bus-bar (see p. 145), without 
incurring tin;, expense of duplicate circuit-breakers. The normal arrange- 
ment ^ connections to the synchronizing bus is shown in fig. 15. If any 
one oil circuit-breaker fails it will put out of operation ‘the generator, 
reactance, or feeder to which it is connected. 

In fig. 16 is* shown the modified ‘scheme proposed by Mr. Treat. The oil 
circuit-breakers are arranged in a trian'gl^, so that any one of the three can be 
cut out of service without preventing normal operation being maintained. 
The number of oil circuit-breakers is the same in the two schemes. The tri- 
angular arrafigemer^t requires almost double the number of isolating switches, 
and would be difficult to work into a neat cubicle arrangement. The final 
cost would certainly be less than if all circuit-breakers were duplicated. 

Numerous special arrangements of switchgear have been employed from 
time to time, to secure some pafticular feature of operation. Ih all cases, 
however, these schemes are adaptations of the elementary arrangements 

^General Electric Review, Vol. XXIl, p. 922, “ The Electrical Lay-out of Large Power 
Systems ”, Robert Treat. 
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described herein, and no attempt will be made to consider them in detail. 

2. Protective Systems. — Considerable variations exist* in the means 
adopted to secure automatic operation of circuit-breakers. The earliest 
forms of relay were so unreliable that, after a few years of unfortunate 
experience, many engineers decided that a known absence of protection 
was better than a relay system which failed at the critical moment. This 
was the case particularly in America, and until quite recently many large 
plajits were built without any automatic switches. ^I’his practice has 
proved expensive, although many non-automatic installations still exist; and 
as entirely reliable relays have been obtainable fur some years, complete 
automatic protection should now always be installed. 

It will be desirable to consider separately the protection of generators, 
transformers, and feeders. 


Synchronising Bus 



In any system the object to be aimed at is to open that automatic device 
nearest to the point at which trouble occurs. Thus in the case of a main 
feeder short-ciicuit, the generator circuit-breakers should not open, even 
though every generator may be overloaded, but the feeder circuit-breaker 
should operate, and thus avoid interrupting service to healthy feeders. 
Similarly, if the short-circuit be on a branch* feeder, the main station 
feeder breaker should stay in, and only the sub-station feeder circuit-breaker 
open automatically. 

It follows that the generator oil circuit-breaker must he arranged so as to 
open only when trouble has developed in the winding of the machine itself 
or in its prime mover, or when, due to the possible failure of other circuit- 
breakers, overload conditions have prevailed so long as to threaten to burn 
out the generator winding. In some instances the generator circuit-breakers 
are so arranged as to disconnect the set from the bus-bars should anything 
go wrong with the auxiliaries of the prime mover. Such elaborations are 
only applied in the case of very large units. 
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The simplest arrangement ibr generator protection is to use a reverse 
power relay •’onl} . Should the windings of a generator become shon- 
circuited, ail other machines with which it is operating in parallel will supply 
current into the fault, thus reversing the direction of energy^ flow in the leads 
between tl^e faultv machine and the bus-bars. Similarly, should the prime 
mover of any generator fail, this set will*be ‘‘motored ” by the healthy 
machines, again re,sulting in a reversal of power in the circuit between bus-bars 
and the defective generating unit. In most cases, if a mechanical defgct, 
and not mere failure of st6*am or w^ter, has caused this motoring, the reverse 
pow'er will suffice to wc/rk a relay. 

The movement of a reverse power relay is essentially that of a wattmeter,, 
a contact-making device being carried on the moving element. At least lO 
per cent of normal full-load power is necessary to give sufficiently firm contact 
to pass the current for the circuit-breaker trip coil. This figure of lo per cent 
power is us.ually correct down to about lo per cent normal voltage. With 
voltage decreased below lo per cent, the current necessary may increase in 
more than direct proportion, and this is frequently the condition when a 
short-circuit occurs close up to the bus-bars. It consequently often happens 
that the reverse power relay fails to trip the circuit-breaker at the jastant 
it is most urgently required. 

Because the reverse power relay is a simple piece of apparatus, and mofe- 
over can be used on any system, \\hether the neutral point is earthed or not> 
it is often installed on small plants, despite the element of unreliability. On 
systems with an earthed neutral, three single-phase relays should be^ used 
and not a polyphase, relay. The latter is a two-element device, and a single- 
phase reversal of po\ver might fail to operate such a relay. 

Many efforts have been made to produce a true reverse current A.C^ 
relay, but without entire success. The best of these instruments is one in 
which a very fine directional element is used in conjunction with a relay of 
the overload type, the contacts of the two being in series to close the trip ’ 
coil circuit.' Such an instrument will operate with 2 per cent voltage with 
current about normal full load, the operating current being about 5 per cent 
normal full load, with full bus-bar voltage. 

Much more, reliable operatioi] is secured with differential methods of 
protection. These are generally only applied to systems in which the neutral 
is earthed, either solidly or through a resistance. When used on a fully 
insulated system, they are inoperative when only one phase develops a fault 
to earth. If a fault subsequently develops on a second phase, leakage current 
can pass from one fault, to the other, and will thus enable the relay to trip. 
They are based on the fact that the currents at the two ends of a healthy 
conductor ate the same. If the insulation be defective, so that a leakage 
current can qirculate back to the neutral point, a difference will then exist 
between the incoming and the outgoing currents. 

The circulating current system of generator protection (commonly known 
as the Merz-Price system) is shown in fig. 17. A series transformer is con- 
nected in each lead from the generator, and a similar transformer is placed 
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Fig. 18 — Self-balancing Geneialor Protection 


between the inner end of each winding and the 
neutral point, which is earthed either "solidly or 
through a resistance. The secondaries of these 
transformers are connected in series, so that their 

. currents flow in the same direction. So long as 

these currents are equal, no current will pass 
through the relay, but should any difference e.xist 
between them, that difference will pass through the relay coil, and cause 
It to trip the circuit-breaker. 

This method was first developed in England, and has been in use for 
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several years. Recently it has been taken up in America also, and is now 
employed on 'the majority of large plants newly installed. 

By placing the outer transformers in the switch cell, protection is secured 
not only for the generator windings, but also for the cables connecting to 
the switchgear. If the relays cannot be connected to the point midway 
between the protective transformers, a cdhipensating resistance is usually 
inserted in the shorter leads, so as to equalize the loading on the transformers. 
The ratio of the protective transformers must be exactly the same at all laads. 



In this case, however, th 4 two ends'of* each phase winding are brought out 
and passed through a common iron circuit, on which is wound a secondary, 
connected to the relay. A magnetic balance is thus obtained instead of a 
current balance. iThis system is not only cheaper, but is capable ot operating 
with smaller leakage currents than can the Merz-Price system. 

The rectnt application of the sheathed cable to the self-balancing scheme 
makes it posable to locate the protective transformers in the pit beneath the 
generator, and still to protect the cables running up to the switchgear. The 
arrangement is shown in fig. 19. The cable connecting from the generator 
to the switch cubicle is provided with a metallic sheath, which is insulated 
alike from the conductor proper and from the usual lead covering. This 
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sheath is connected to earth at one point between the generator and the pro- 
tective transformer. If now a fault occurs between the gerijrator and the 
switch, the leakage current will traverse the sheath to the point at which it is 
earthed, and thence through the earthing resistance to the machine neiitraL 
As the currents in the phase conductor and the sheath neutralize each other, 
the leakage cu-rent returning through the neutral conductor excif^s the pro- 
tective transformer and operates the relay. 



The Metropolitan-Vickers patent acheme, kn§>wn as the circulating cur- 
rent and core balance system of protection, differs from the Merz-Price 
circulating current method only in the arrangement of the relays. It is 
shown in fig. 20. It will be seen that two of the relay elements are con- 
nected at one end each to one phase pilot wire, th^ other ends being com- 
monly connected to the third phase pilot wire. Between this common point 
and the commoil return pilot wire is connected a third relay element. A fault 
to earth results in current passing through the last relay. A' fault between 
phases leaves it unaffected, however, but does operate one of the other two 
relay elements. With this scheme a very fine leakage setting can be obtained, 
in conjunction with any of these fornxs of generator protection, it is 
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necessary to ‘install an automatic field switch, commonly termed a “ field 
killing ” device. This consists of an electrically operated , switch in the 
generator field circuit, which is actuated by the balanced protection relay. 
At the same instant as the generator oil circuit-breaker is tripped, this field 
switch disconnects the exciter, and preferably open-circuits the main field 
^yinding or** closes it through a discharge re^^istance. In this/ way a fault is 
prevented from burning itself out alter the oil circuit-breaker has been opened. 
In practice this form of protection operates so quickly that it is frequently 
difficult to see the point of insulation breakdown, when the defective winding 
has been withdrawn from the generator. • 

A somewhat similar arrangement is sometimes used, in which the exciter 
field is short-circuited, but this is not so quick in operation, and is only 
applicable to cases where each generator has its own exciter. 

The field circuit-breaker is only actuated when the protective relay operates, 
and it does^not open when the oil circuit-breaker is opened in the normal 
course of station operation. 

In addition to these electrical automatic devices, water-wheel generators 
may also be fitted uith an overspeed trip, actuated by the governor, so that 
when the prime mover exceeds a limited percentage above normal speed,, the 
generator is either disconnected from the bus-bars, or a resistance is inserted 
in the field circuit. 

Another device sometimes installed is an over-voltage relay. If the 
generators in a station suddenly lose a large proportion of their load, due to 
the opening of a feeder circuit-breaker, the \oltage may be forced far above 
normal. This is on account of the fact that the excitation will be that corre- 
sponding to the heav)** load, and, further, the speed of the water-wheel may 
momentarily increase, and raise the excitation voltage if direct-driven exciters 
are used. Voltage regulators, if installed, should take care of this, but some' 
types are too sluggish, and thus necessitate the additional protection. This 
over-voltage relay is employed to act in the same manner as the over-speed 
contacts referred to in the previous paragraph. 

It should be noted that in a low-head plant, the governor can usually 
safely be set so sensitLely as to check any serious speed incrtwse, even when 
full load is thrown off. On a high-head plant, it may be necessary for the 
governor to takt 'three or four seconds to check the speed in these conditions, 
and the automatic device becomes nedeskary. 

Continental practice in the matter of generator protection has hardly 
advanced beyond the reverse powxT relay stage, these relays frequently 
being fitted with^ time-limit devices. By this means the oil circuit- 
breakers are protected* from the most severe duty, but serious risks 
are run of burning out the complete generator in the event of insulation 
failure. 

There is no doubt tha,t the correct practice at the present stdge of relay 
development is to install self-balancing relays with automatic field switch, 
if the machines are of any size or importance in the power-supply system as 
a whole, and in addition reverse power relays to take care of prime mover 
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failures. For small, unimportant machines, instantaneous rii^erse power 
relays only may be employed. , 

For transformers, also, the circulating current is the most satisfactory 
system of protection available. The principle is the same as in the case of 
generator protection, save that the high- and low-tension scries transformer 
ratios are such that normally thpir secondary currents balance. ‘‘'Operation 
of the relay trips the oil circuit-breakers on botjii high- and low-tension sides. 
See fig. 21. 

transformer protection by this metliod calls for some special features. 
The magnetizing current w;!! form a permanent, out-of-balance between 
primary and secondary, and it is necessary to set the relay to such a value 
as will prevent it operating on magnetizing current alone. 



The current rush at the instant of switching in a transformer may exceed 
for a few cycles even the normal full load, and small fuses are therefor^ con- 
nected across the relay coils. These fuses are verv' so that an out-of- 
balance current, sustained, quickly melts them and actuates the relay. 

For balancing to be obtained it is essential that the sec^'Jndary currents 
from the protective transformers be in the same phase relation. This is 
accomplished by varying the connections between secondaries on each side. 

Overload relays, either time-limit or instantaneous, are frequently employed 
for transformer protection, although clearly inferior to the balanced current 
system, which can be made to tiip on an unloaded transformer with a leakage 
current much below' normal full load. Under like conditions, using overload 
relays, the fault w'ould have to develop until a current considerably in excess 
of normal ^fas passed. • 

Where transformers are banked in parallel, and always pass power in one 
direction, they may be protected with overload relays at the generator side, 
and with reverse pow'er relays at the out-going side, just as is hereafter de- 
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scribed under the protection of feeders in parallel. This arrangement is no 
more sensitiw than the plain overload relay on each side, but it discriminates 
between sound and defective transformers in a way that the latter would not 
do. 

Generalizing, it may be concluded that the correct manner in which to 
protect transformers is to employ current balancing, with^^small “ kick 
fuses across the rday coils. ^ 

Much ingenuity has been devoted ,to the development of systems of 
feeder protection, and it is proposed to discuss only those arrangements 
, which are of wide general application. 

5 /"^^ In any system there will be several circuit- 

\^J breakers in series, such as the generator breaker 

T A, the main feeder breaker B, the sub-station 

M A feeder breaker C, and the consumer’s circuit- 

I breaker D (fig. 22). If all of these circuit- 

I ' T’ breakers have instantaneous overload release, it 

rn rh rn is in every way possible that a heavy short- 

, III circuit on the consumer’s premises may open 

1 ’ ^ ^ the w'hole series, right up to and including the 

I generator circuit-breaker. This is even pos- 

1 sible, though not quite so probable, if the re- 

J " ] ' lavs are of the inverse time-limit type, since 

0 U D ^ curves of these all approach the zero time 
I I 1 line at high current values. 

1 The first reliable method of ensuring the 

I 1 correct sequence of operation was to set each 

pL-j relay to trip in a definite time, irrespective of 

^ the magnitude of the overload. Thus-D would” 

he instantaneous, C w ould trip after one second, 
B after two seconds, and A after three seconds. 
On a large system, with many circuit-breakers 
in series, the time delays close in to the 
power station may become diyigerously long, 
as a severe short-circuit, sustained for a few seconds, can do much 


damage. 

The inverse-adjustable-, or compensated overload relay w^as developed 
to meet this difficulty, and it now enjoys a wide application, especially in 
America. The relay is of the induction type, but is supplied from a small 
transformer or torque compensator, which becomes saturated on heavy 
currents, and thus linfits the disc speed to a predetermined maximum. 
By varying .the tappings on the torque compensator, the maximum disc 
speed (and thus the minimum operating time) can be altered, and by 
simultaneously changing the ciwrent settings, the relay will give a series 
of curves of characteristic inverse shape at moderate overloads, but with 
definite time differences at hea\7 overloads. See fig. 23. 

With such instruments it is easily possible to secure proper selection on 
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three or four circuit-breakers in series with a maximum time 3 elay of one 
second. • 

Where two or more feeders are worked in parallel, as in fig. 24, and 
normally pass power in one direction only, the circuit-breakers at the 
generating station end may be fitted with overload time-limit reWys, while 
breakers C and D at the sub-sfation end are operated by reverse powei* 



CURRENT IN AMPERES 

Fig. 23. — Typjcal Curves of Compensatecf Overload Time Limit Relay 

• • • 

relays. If now a fault occurs on one feeder at the point X, current will 
flow into it both through circuit-breaker B, and also through A, C, and D. 
If the leakage is in excess of the load, the direction of flow will be reversed 
through the relay on circuit-breaker D, which will open, leaving B to come 
out on overload. • 

It would not be correct to use overload relays at both ends^of paralleled 
feeders, sinc*e, under fault conditions, at tiiftes of no load or light load the 
currents in A, B, C, and D might be so nearly the same as to cause all relays 
to operate simultaneously. Where parallel feeders are used to tie between 
two generating stations, and may consequently be carrying power in either 

VOL. II. 24 
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direction, overload relays at both ends are sometimes used on account of the 
low cost of sifch an arrangement, and despite the possibility of non-discrimi- 
nating action. 

A ring system having only one point of supply can be protected by means 
of overloacj, time-limit relays at the power station, and reverse power time-limit 
relays at the sub-stations. All these relays may be either of tlie definite time 



riir24.— Protcctiyn of Paralleled Feeders with Overload and Reverse Relays 


type, or of the compensated type, having adjustable minimum time delay. 
Reference to fig. 25 will make it clear that a short-circuit occurring at any 
point on the ring feeder system will cause to operate only the two circuit- 
breakers immediately adjacent. 

If there* be more than one source of power in the ring feeder system, 
this method pf protection becomes very difficult, since the time settings must 
be arranged in sequence from tHe point of power-supply, which ‘point would 
be a shifting one, depending on the load conditions on the system as a whole. 

In certain instances where the load variation follows very clearly de nc 
changes through the day, the relay settings are changed to suit altered operating 
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conditions, instructions for such changes being issued by the load dispatcher 
for, the system. In general, however, such an arrangement would be im- 
practicable. 



On sysT:ems having long transmission liiies and several generating stations, 
this form of ring system is never used, as although methods of protection 
described hereafter would be workable, the capital outlay involved by their 
"use would be too great. The most satisfactory practice is to run duplicate 
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tie lines between generating stations, and serve all power-supply feeders 
normally fron^ one point. Alternative routes to any supply point may be 
provided, for use in case of need. Similarly all the generating stations may 
be so grouped that their duplicate tie lines form in effect a double ring system 
(fig- 26), ,, 

The balanced power method of protecting duplicate feeders^ is one which 
has been introduced in Amerid; comparatively recently, and which has been 
found extremely satisfactory in giving discriminating operation on duplicate 
feeders which may normally supply, power in either direction. The scheme 
is in fact applicable to an^ number of cables in parallel. 



I'lj;. 27. — Balanced Power Protection for J'arallcled Feeders 


Referring to the diagram (fig. 27), it will be seen that at each end of 
each feeder is connected a reverse power relay, the arrangement being 
such that this relay tends to close its contacts when power is flowing away 
from the adjacent bus-bars. * The secondaries of all current transformers are 
in series, and so long as the currents in these are the same they will merely 
circulate, and will not tend to traverse the higher impedance path through 
the relay coils. , 

If the balance of the currents be disturbed, the difference will pass 
through the relays, but as shown in the diagram it will only be in the 
direction to cl^se the contacts on those relays connected in the circuit of 
the defective cable. * 

When the oil circuit-breaker opens it also works a small auxiliary switch 
which short-circuits the series transformer in that circuit, and thus leaves the 
remaining transformers balanced against each other. 
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As stated above, this scheme has for outstanding advantage* the fact that 
it can be applied to tie lines which may pass current in either direction. 

It does not protect against straight overloads, which similarly affect all 
the paralleled feeders. Also the circuit-breakers of the last feeder left in 
circuit are rendered non-automatic, since there is nothing against which to 
balance. * 

The most serious objection, however, is. Jiat if a new feeder is to be 
patalleled with others already on lord, it will trip out if the'sub-station switch 
is closed first, or if the switch at the su^oly end :s first closed, then all the 
feeders on load will * ( 


come out. The elec- 
trical solution so far 
offered is to set the P 

relays for so high a cur- 
rent that they wall not 
trip under these condi- 
tions, but this is to lose 
all the advantages of 
low. operating current 
(less than normal full 

load) possible when current r 
once the lines are at ‘fransFrs | 
work. The best thing 
to do is to hold the ^ 
relays inoperative dur- 
ing the moment the 
^new^ feeder is being cut 
in. As soon as it can 
carry its share of the 
load, equilibrium will 
be established. 

Numerous modifi- 
cations of this •scheme 


j Trip Circuir 
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Curre^it Coils ofony, 
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Fig. 28. — Core li.ilance FeAler Protection 


Leakoqe 

Relay 


of protection have been 


worked up to meet special conditions. Possibly the one most deserving 
of notice herein is an arrangement* ffir two paitillel cables only, in which 
a single directional element is used in conjunction w'ith an overload relay, 
the directional relay having two contacts, to trip either one or other of the 
feeder circuit-breakers. * 

Because operating conditions demand that a m^in feeder circuit-breaker 
shall open only ,when the feeder itself is defective or is endangered by the 
continuance of extreme overload, a protective system comjpming a high 
setting overload time-limit relay with a device to operate on leakage current 
may be considered ideal. A leakage relay presupposes that the neutral point 
of the system is connected in some way to earth, since otherwise the path 
for return of leakage current would not be complete. 
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30 BUSBARS 


The simplest form of leakage current protection is the core balance 
system shown in fig. 28. A series transformer is connected «in each phase 
of the feeder, and the secondaries are all connected in parallel. Under 
healthy conditions, and with a balanced load, the vector sum of all three 
currents w^^l be zero, and no current will pass through the leakage relay. 

If the insulation of one lead 
proves defective, a leakage 
ciirr,ent will circulate, destroy- 
ing the balance between the 
three secondary currents, and 
operating the leakage trip. 
'Fhe arrangement is capable of 
very fine setting, but is only 
applicable to single feeders. 
With feeders which are con- 
nected in parallel at both ends, 
the leakage current will pass 
through all conductors in 
parallel and thus open • the 
circuit-breakers on healthy 
feeders as well as those on 
the faulty one. 

In the Merz - Price 
(balanced voltage) system for 
feeder protection (fig. 29), the 
currents at the two ends of 
each feeder are balanced one 
against the other. In the 
event of a fault to earth on 
any conductor, the current 
* flowing in will exceed that 
delivered at the far end. 
Pilot wires art run between 
series transformers located at 
the ends of the feeder, and 
relays connected so as to trip 
both circuit-breakers simul- 
taneously. Such an arrange- 
ment operates only when the particular cable protected is defective, 
and in this direction is a distinct improvement on the scheme previously 
described. • 

It should te noted that normally no current flows in the pilot wires, the 
secondary voltages being balancecl against each other. 

The protective transformers must be specially designed and balanced for 
each particular circuit, and, for reasonable trip values on long feeders, become 
quite large. The necessity for running three pilot wires the whole length 
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Fij' 29 . — Balanced \oltage Feeder Protection 
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of every three-phase circuit protected is a serious drawback, on accouni of 
the heavy initial cost. « 

A further limitation on long feeders was that the charging current in the 
pilot wires established a sufficient out-of-balance to trip the circuit-breakers,, 
unless the relays were set for an undesirably high leakage current. Mr. Beard 
has recently introduced a sheathed pilot cable by the use of which 'this trouble 
is completely overcome. 

Jn the split conductor 
(Merz-Hunter) system (fig. 

30) each phase of a feeder 
is built up of two conduc- 
tors of precisely equal re- 
sistance, in parallel. It is 
assumed that in the case 
of a fault to earth, one of 
the pair will carry more 
fault current than the other. 

This assumption has been 
proved correct during some 
years of wide practical 
application. The currents 
in the two half conductors 
are balanced one against 
the other, so that in the 
event of a lack of balance, 
a relay is operated to trip 
the circuit-breaker. 

The "usual method of 
accomplishing the balance 
is to take both halves of 
a phase through a special 
series transformer having 
two normally opposing 
primary windings. Under 
healthy conditions no cur- 
rent will be induced in the 
secondary winding of this 
transformer. With any 
unbalance, a secondary 
current proportional to the 

difference between the primary currents will energize the tfip relay. 

If the fault be approximately half-way between the transformers, they 
will both Be affected by the out-of-balance, but it will be clear that with a 
fault close to one end, the transformer at that end will have a much greater 
out-of-balance than the remote transformer, which supplies current through 
two paths of practically equal resistance. To prevent the possibility of one 
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circuit-breal^r failing to open under this condition, split contact circuit- 
breakers ardiemployed. The opening of one circuit-breaker then throws 
maximum out-of-balance on the remote protective transformer and enables 
it to trip its circuit-breaker. 

Using split contact circuit-breakers it is possible to employ bar primary 
protective transformers in all cases, a great advantage from the standardization 
point of view. l 

No pilot vvireJ> are needecr, and the special split conductor is not much 
more expensive than a standard cable, since only slight insulation is requrred 
between the splits. ^ 

This system of protection has been applied to overhead lines up to about 
20,000 volts, and there seems to be no technical reason why it should not be 
used for systems at any pressure. 

In some cases split conductor protection has been applied to existing 
tie feeders run in duplicate, the two separate feeders being treated as the 
halves of a split arrangement. Where the cables 
have been of slightly different length and resistance, 
a low ohmic resistance has been used in series 
with one, and balance has been successfully 
obtained in that way. 

The source of power used to energize the trip 
coils of circuit-breakers should be absolutely reliable. 
The practice of utilizing the secondary of a poten- 
tial transformer which is connected across the 
generating station bus-bars is bad, in that a severe 
short-circuit will result in a loss of voltage at the 
instant it is most necessary. 

Overload r^elays can be arranged for series tripping (fig. 31). In this case* 
the relay contacts normally short-circuit the trip coil, which is otherwise in 
series with the current transformer and relay coil. When operating, the 
relay removes the short-circuit, and the current from the series transformer 
is eiiirbled to trip the circuit-breaker. 

Such an arrangerqpnt is not possible when using reverse p^jwer or leakage 
relays, since a sufficient current value may not be available. 

By far the most satisfactory method is to furnish a small secondary battery 
with, if necessary, a motorjgenerator ^o«keep the battery fully charged at all 
times. In many cases this battery will have other uses also, such as providing 
power for switch closing magnets, for emergency lighting in the event of the 
station beieg entirely shut down, and as a stand-by for excitation when 
starting a station ffom a ctandstill. 

Although treated here under the general head of “ Protective Systems 
the question of insulated versus earthed neutral is much wider, and in a 
measure affeefe all connected apj:^ratus. * 

On a perfectly insulated three-phase system, with insulated neutral, the 
potential difference from any line to ground is equal to the phase-to-phase 
voltage divided by V3. The position of the earth potential point is unstable, 
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however, and varies with 'the relative condition of insulation V)n the three 
phases. Thua if one conductor is connected solidly to earth, i^he other two 
will be at a potential difference from earth equal to the full phase-to-phase 
voltage. 

With the neutral point of the three-phase system earthed, a definite limit 
is placed on die potential stres. which can be imposed on any conductor,, 
this limit being the phase-to-phase voltage dgti vd by ^3^ It follows then 
that a set of three single-phase transformers, which are so insulated as only 
to be good for a given phase-to-phase voltage when connected in delta on 
a system with insulated neiUral, may equally safely be connected in star, 
giving 1*73 times the phase-to-phase voltage, if the neutral point of the star 
be earthed. To put it another way, if the neutral point be earthed, only 

^ times the insulation would be required, which, on high-voltage work, 
represents a considerable economy. 

On the other hand, continuity of service may be served better by con- 
necting single-phase transformers in delta, since a defective transformer unit 
may be removed, leaving the other two connected in open delta, or V. The 
voltage relations are not affected in so doing, and only the capacity of the 
transformer bank reduced. If the single-phase transformers were star con- 
nected the only thing in emergency is to replace the defective unit with a 
spare. 

A further advantage urged for transmission with an insulated neutral 
is that, in the event of insulator trouble, it is possible to earth that 
phase until repairs are effected, supply being maintained,meanwhile. More- 
over, the repair work can be carried out with the line in scr\'ice. When this 
is done, there is every possibility that some of the line current in the earthed 
*phase wall pass through earth, resulting in telephone interference. 

If the neutral point is not definitely fixed in relation to the lines, the 
failure of an insulator wdiich sets up an arcing ground will cause transient 
voltage surges, resulting in insulator failures throughout the system. ^ 

The trend of opinion is clearly evidenced by the fact that wathin the last 
five years at least six of the power-supply authorities in the United States 
have changed their high voltage transmission systems from being fully 
insulated to earthed neutral. No case of a system changing from earthed 
neutral to fully insulated can be Iraced, Of the principal high voltage 
transmission systems in the world to-day, approximately 53 per cent have 
the neutral point dead earthed, 12 per cent are earthed through a resistance, 
and 35 per cent work fully insulated. 

The fact has already been brought out, that many of the most desirable 
discriminating systems can only operate to full advantage if tire neutral be 
earthed. 

Modern* practice strongly inclines tow^aMs earthing the neutral point of 
all three-phase systems. It is essential that the earth connection be of low 
and permanent resistance. The obvious point, the water-supply to a hydraulic 
station, is not always satisfactory, the water resistance varying widely in 
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different loctilities, besides which a rocky stream channel may conceivably be 
practically aA' insulator. « 

When an artificial earthing point has to be made, connection should be 
made at two separate points, and the resistance between these measured 
periodically as a check on their ground resistance. A resistance of 1-5 to 2*0 
ohms per earth point may be considered reasonable. The earth contact may 
take the form of an iron ^ype, driven 12 ft. or more into the ground, 
or it may be made with an iron plate, /:ast with^ projecting spikes, so as to 
increase the contact surface as much as possible. This cast plate is buried 
deeply in a place kno\in to be permanently damp, often in soil especially 
prepared to ensure this condition. In all cases care must be taken to keep 
junctions between dissimilar metals out of contact with the soil, so as to avoid 
the risk of electrolysis. 



Fig. 32 — Neutral Earth Bus-bar 


In a power station the neutral point of one generator only should be 
earthed. This has the double advantage of preventing any chance of 
circulating, currents between machines, and«of limiting the value of leakage 
or earth current to the capacity of one machine. 

Earthing conneefions should be made through an oil switch of the hand- 
operated type. When an earth bus-bar is run, as in fig. 32, it will be desirable 
to arrange a simple interlock, so as to prevent more than one switch being 
closed at a time. 

Another method of arranging the earth circuit is to use a single oil switch, 
together with double-throw isolating switches connecting to each generator 
neutral, a§ in fig^ 33. With this it is impossible to connect more than one 
machine at a time to eSrth. It is not quite so convenient to operate as the 
more usual .earth bus scheme. 

It is usual definitely to limit the leakage current by inserting a resistance 
in the connection between neufral and earth. The value of tHis resistance 
determines the degree of protection afforded by automatic leakage devices. 
It is usually stated that the resistance must be so low as to enable it to pass 
the leakage trip current on the largest feeder, when line to star voltage is 
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impressed across it. The following consideration will show the defect in 
this idea. 

The effect in the case of generator balanced current protection is in- 
teresting. For example, assume the machine shown in fig. 34, with the 
current balance relays set to operate with 50 amp. out-of-balance across 



Fig- 33' — Neutral Earth Selector Switches 


f looomp 


the winding. If a fault to earth cle\elops at the machine terminal A, the 
full-phase voltage is impressed across the resistance,, which, to pass 50 

amp., can have a value of = 20 ohms. Suppose the fault occurs 

at B, half-way along the phase binding, then only half the phase voltage will 
be impressed across the resistance, which must not 
exceed 10 ohms if the circuit-breaker is to be tripped. 

Similarly if the fault be at only 5 per cent of the 
distance from the neutral point, the limiting resistance 
would not have^to exceed i ohm. 

It is thus clear that the value of neutral resistance 
must be fixed by the degree of protection desired for 
the generator, and not only fron^ v'onsiderati?>ns of 
feeder size. 

3, Use of Reactances. — If a feeder short-circuit 
occurs close up to the generating station bus-bars, the 
supply voltage to the whole system will be affefted. 

The pressure mav quite easily fall so low as to cause all coimected syn- 
chronous machinery to drop out of step, especially if the feeder has time- 
limit autornatic protection. With a smalf plant such interruptions must 
usually be tolerated, since the capital cost cannot be increased sufficiently 
to purchase more elaborate equipment. 

With large power-supply systems the effects of such interruptions are 
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proportionaftely more widely spread, and may be felt by whole communities. 
Cessation of supply in industrial districts, even if only for* a few minutes, 
represents a large amount of money, and it is conceivable that a single shut- 
down may cost more than an apparatus capable of preventing the trouble. 
On the t^unk feeders from a big power station continuity of supply is of first 
emportance. More chances may reasonaWy be taken on feeders radiating 
from substation^. \- 

If all the generating plant in a stafion be connected to a single SQt of 
bus-bars, extremely heavy currei\ts will pass in the event of short-circuit. 
In a hydraulic station ‘of 100,000 k.v.a! capaeity, generating at 6600 volts, 
three-phase, the aggregate current with a symmetrical short-circuit and a 
machine reactance of 20 per cent will amount to approximately 44,000 
amp. in the first cycle. All oil circuit-breakers on circuits connected 
directly to the bus-bar system must be capable of interrupting this current, 
or a somewhat smaller amount according to their opening time delay. The 
cost and bulk of an oil circuit-breaker are roughly proportional to the short- 
circuit current which it can interrupt, so that the capital cost per circuit of 
switchgear is greatly increased in large plants arranged in this way. 

A further important point affected by the magnitude of the short-circuit 
current is the bracing of conductors. The mutual repulsion between 
conductors varies as the square of the current, and inverse!}’ as the distance 
betw’een their centres. 

The curves of fig. 35 show the repulsive forces between three conductors 
lying in the same plane. As the currents concerned are the instantaneous 
peak values, it will be seen that great precautions are needed to prevent 
conductors breaking from their supports. Such occurrences are by no 
means uncommon, and in some of the large steam stations of America 
feeder cables even have been known to burst their paper and lead 
sheathing. 

A few years ago designers of large generators were much troubled by‘ 
thyyiovem^nt of stator windings under the influence of short-circuit currents, 
and in some cases reactances were installed to limit the current. I he art of 
bracing the windings is now well understood, and, even oTi modern steam 
turbo-alternators having low reactance, no trouble is experienced. A small 
external reactance is still often desirable on high-voltage machines, which 
have two or more conductors per s*iot, to prevent piling up of voltage on 
the end turns under abnormal conditions. 

It will be seen that reactances may be installed for two distinct reasons, 
firstly, to'iocalizei the effects of operating troubles, and secondly, to protect 
connected apparatus. 

It is not impossible either to build oil circuit-breakers to rupture, or so 
to brace con(^uctors as to withstand, any current, but all considerations point 
to the desirability of reducing ftie short-circuit current, and particularly of 
confining the effects of short-circuit as closely as possible. 

There are four general methods for the employment of separate reactances, 
each of which has its own special field. These are: 
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1. In generator circuit. Fig. 39. 

2. In feMer circuit. Fig. 38, 

3. Sectionalizing the main bus-bars. Fig, 40. 

4. Between generators and a synchronizing bus-bar. Fig. 42. 

In order better to illustrate the effect of reactances in these various • 
positions, reference will be made to an assumec^^ plant having as units three- 
phas^, 6600 volt, 10,000 k.v a. water-’vheel alternators with an instantaneous 



reactance of 20 per cent. The feeders will be taken as for 10,000 k.v.a^ 
normal load each. 

It should here be explained that s'eparate reactimce coils are customarily 
rated by the voltage drop across their terminals at some stated load, the 
voltage being expressed as a percentage of the single-phase system voltage. 
Thus a 5 per cent, 10,000 k.v. a. reactance on the assumed 66oo-v(Tlt system 
would be one which caused a drop ol iQO’S volts w^en carrying a load of 
10,000 k.v .a., 190*5 volts being 5 per cent of 3810 volts, which is the pressure 
from any one phase to the neutral point. , 

Figs. 36 *and 37 show the current valueS in a feeder short-circuit when 
reactances of various sizes are inserted in each of the four typical positions. 
Cases with three and five generating units are taken, the better to show the 
value of bus reactance. 
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It will noted that when considering feeder short-circuit, reactance in 
the feeder itself, as in fig. 38, is most effective. The smallei^ the feeder, the 
more marked does this become; see the curve for a 2000-k.v.a. feeder on 
fig. 36. Feeder reactance localizes the effects of trouble, confining them to 
the single feeder on which is the short-circuit. To obtain a given degree 



of protection, i.e. to limit the current on short-circuit to a definite figure, 
less reactance i§ required in the feeder than elsewhere. 

When used, feeder* reactances are generally of the order of from 3 per 
cent to 5 per cent, based on the normal rating of the feeder. 

This scheme offers no protection when a short-circuit occurs on the bus- 
bars, or in a generator windiif^. In such a case the current* is unlimited, 
and the bus-bar voltage falls to zero, causing synchronous apparatus to drop 
out of step. 

If reactance is put in series with each generator, as in fig. 39, the 
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current is limited, no matter where the short-circuit may be. In the event 
of a generator* short-circuit, the reactance in series with that machine will 
act in the same way as a feeder reactance, and will limit greatly the current 
which the healthy machines can feed into the fault. 

The protection afforded in case of a feeder short-circuit is less^than with 



feeder reactance, the whole system being affected by any drop in voltage. As 
a rule generator reactance is only used with high-voltage machines or in 
series with old g^erators, witli the object of protecting the wi/idings from 
excessive mechanical shock. In such cases the reactance may be from 
5 pfer cenf to lo per cent. 

In both these cases the current normally passes through the reactance, 
involving not only the losses in the reactance, but also a varying voltage drop 
according to the load. 
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With resistances in the run of bus-bar between generators (fig. 40), only 
as much current passes from one section to the other as is necessary to 
equalize the loading of the generators. Thus losses are reduced, and 
voltage regulation is improved. The greater the number of generators, the 
better thcc protection afforded in event of either a feeder, generator, or bus- 
bar short-circuit. The effer'ts of a short-circuit are largely confined to 
those circuits supplied froimv the bus section to which is connected the 
feeder in trouble. 



fig- 38. — Feeder Reaci..ncc Fig. 39.— Generator Reactance 


There is a definite drop in voltage and a difference in phase angle between 
two bus sections separated in this way, which may become appreciable 
between the extreme ends of a large system. If any generator unit is out of 
service, the corresponding feeders can only be supplied through adjacent 
reactances. 

In certain cases, the bus-bar reactance is arranged to be short-circuited 
normally^, as shown ifi fig. 41. The short-circuiting switch is operated by a 
discriminating relay, so that in the event of trouble it will open first and 



operates to open the circuit. 
This arrangement is of benefit only in reducing the duty imposed on the 
circuit-brekkers, gnd does not limit the mechanical stresses thrown on 
conductors and supports. 

As bus-bar reactances do not normally carry much current, they are 
frequently as great as 25 per cent, based on the capacity of one generator. 
The bus- bar reactance arrangement is probably more extensively used than 
any other, often by itself, but sometimes in conjunction with individual or 
group feeder reactances. 

Opinions are somewhat divided as to the size of generator groups which 
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should be separated by reactance. The majority of operators ap^ar to prefer 
groups not gre;^ter than 40,000 to 50,000 k.v.a., some going so row as 20,000 
Lv.a. 

The use of reactance between each generator and a separate synchronizing 
bus (fig. 42) was first suggested by the late Mr. Stott, and is dealt with in 
considerable detail in a paper before the Ame.ncan 1 . E. E. (“ "fheoretical 
Investigation of Electric Transmission Systei;^s under Short-circuit Con- 
ditions”, 1 . W. Gross, Trans, A. J, E. 1915). * 

\Vith this arrangement each generator normally serves its own group of 
feeders. In the event of feeder or bus-bar short-cirguit, however, only that 
generator which is directly connected supplies current unlimited by re- 
actance. The current from all other machines is limited, first by their own 
synchronizing reactances, and secondly and collectively by the synchronizing 
reactance connecting to the 
section of bus-bar in trouble. 

With an increasing number of 
generating units this scheme 
improves in its ability to limit 
the total short-circuit current. 

There further advantage in 
the fact that all generators 
except the one directly con- 
nected are equally overloaded 
in case of short-circuit, in- 
stead of throwing the bulk of 
the load on to the neighbour- mg 4^—Synchroni2in^f Bus-bar Rtactantf 

ing sets, as is the case tvhen 

(Ising bus^section reactances. The value oi reactance used* in the syn- 
chronizing bus is generally about 3 per cent. 

This scheme has not been adopted to any extent in Great Britain. In 
the one or two instances where .it is used, ease of application to an existing 
switchgear installation appears to have played an important part. 

The last twck schemes described have the advantage of definitely limit- 
ing the interchange of current between generators in the event of faulty 
synchronizing. In a large plant with skilled operators, the chances of 
' defective operation in this w ay are •small, but tl»e magnitude of possible 
current in the worst case makes the advantage a definite one. 

It has been pointed out that in a water-wheel station it is possible for 
added reactance between generators to 1 educe the synchronizing lability of 
the machines, under conditions where the load is subject to large and sudden 
fluctuations. The^ experience of numerous hydro-electric stations goes to 
show that this is a condition from which serious results need not be antici- 
pated in practice. Reference should be mftde to the original paper, Re- 
actors in Hydro-electric Stations ”, J. A. Johnson, Tram. A. I. E. E., iqiy* 
“ There are two types of reactance, the iron-clad type and the air-core 

type. The former consists of a choke coil with an iron core similar to a 
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standard trirpformer but with a large air-gap, or a number of small air-gaps 
interposed ih the path of the magnetic flux. ^ 

“ The air-core type consists simply of a plain coil in air, the inductance 
of which is designed to give the required choking effect without the use of 
an iron core. Such coils are usually supported on concrete frames either cast 
jn or buift up, or on porceL?in mountings.* 

“ Either type can be iuilt to give satisfactory service. The choice 
depends mainly on: 

“ I. The type of service obtaining. 

“2. The location and space available. 

“ I. As regards the type of service, the choice reduces itself largely to a 
question of capital cost; the relative prices depend on the short-circuit current 
required in terms of the normal current, i.e. the maximum current up to 
which a straight line volt-ampere characteristic is required. 

“ As was indicated previously, bus-bar reactances are commonly of the 
order of 20 per cent to 25 per cent, so that they limit the maximum current 
flow to five or four times their normal current rating. 

“ Generator reactance will rarely exceed 5 per cent, whether connected 
in series or through a synchronizing bus. Similarly feeder reactances are 
generally about 5 per cent. This means that the maximum currents may be 
20 times normal current or even more. 

“ In each case the volt-ampere characteristic must be approximately a 
straight line up to the limiting current. This is inherently attained with the 
air-core type, but considerably influences the design of the ironclad type. 

“ Oving to the hcav}' magnetic fields resulting from the large short-circuit 
currents, the iron sections in the ironclad type must be greater the higher the 
limiting current. The result of this is that the cost of such reactances in- 
creases with the value of the current limitation for a given normal current. 
This consideration does not arise in the air-core type, but in point of cost 
the ironclad type can be designed to compare favourably with the air-core 
type up to limiting currents of about eight times normal. 

“2. The location of the reactances with regard to structural or other iron 
and steel work and electro-magnetic instruments is of considerable importance. 
In this respect the iron-clad type'has the advantage over the air-core type in 
that there is no stray field ^ ' 

“ Iron-clad reactances can be installed in any location where the installation 
of the air-core type would give rise to disturbance of balance and possible 
heating trouble m adjacent ironwork. To mitigate these effects air-core 
reactances should be io installed that there is no ironwork nearer than a 
distance approximately equal to the overall diameter of the coil. 

“ This is often an important factor where the space available is limited, as 
is generally the case in older stations where extensions necessitate the use of 
such apparatus. If sufficient space is available, as may be provided when 
laying out new stations, the air-core type can be installed without pos- 
sibility of trouble in this direction. It has less liability to fire risk. 
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“The iron-clad type is totally enclosed and the tank can^be earthed 

For the purpose of preliminary estimates of space, the following tables of 
approximate m.er-all dimensions mf single-phase Iron-clad and ail-core re 

SdTth'r T" pahicuiar attention Zfd b^ 

paid to the notes on location previously givhii. • 


Table I. Iro!^-clad*Reac' 1 ai\tes, 66ci? Volts 


3-Phase 

j 25 per cent Reactance. 

5 per cent Reactance. 

Circuit 

K.V.A. 

i Approximate Dimensions in Inches. 

Approximate Dimensions in Inches. 



1 Lenc:th. 

1 Breadth, 

Height. 

Length. 

Breadth. 

Height. 

30.000 

20.000 
10,000 

. *5)900 

i ^4 

74 

60 

60 

72 

60 

45 

45 

76 

72 

84 

72 

74 

60 

60 

48 

60 

45 

45 

3^ 

86 

96 

84 

84 


Iable II.— Air-core Reactances, 6600 Volts 


3 -Phase 
Ciicuit 
K.V.A. 

25 per cent Reactance. 

Approximate Dimensions 
in Inches. 

5 per cent Reactance. 

Approximate Dimensions 
in Inches. 

Diameter. 

Height. 

Diameter. 

Height. 

30.000 
20,-000 

10.000 
5,000 

64 

55 

50 s 

go 

75 

66 

56 

45 

40 

32 

30 

59 

53 

43 ‘ 

40 
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CPIAPTE^ VIII 

Excitaticvi Systetas;* Switchgear; &c. 

Excitation systems; voltage regulators; design and selection of oil 
circuit-breakers 

1. Excitation Systems.— The form of exciter to be adopted depends 
very largely upon the charactei of the hydraulic development. In a high- 
head or medium-head plant, where the water-wheels are probably of fairly 
high speed, direct-driven exciters will be found an economical and workable 
proposition. 

Slow-speed exciters would be expensive, and moreover do not respond 
quickly to the action of automatic voltage regulators, which in such case are 
themselves expensive on account of the relatively large currents to be handled. 
Hence in a low-head plant it is frequently advantageous to employ exciters 
which are separately driven. In most such cases a separate exciter for each 
generator is unnecessary, although in the Keokuk station of the Mississippi 
River Power Co. it is. done. Usually all generators are excited from a single 
machine. Provided all generators are required to give the same bus-bar 
voltage at all times, this is satisfactory, since the automatic voltage regulator 
operates on the exciter shunt field. 

In those stations where the system may be split up electrically, and where 
in consequence it may be desired for one generator to work independently 
of*another‘ individual exciter sets are essential, whether these be direct driven 
or separately motor«driven. ^ 

Custom demands an alternative source of excitation in practically all 
cases. It is somewhat difficult td account for this, since the D.C. generator 
is one of the oldest and t?iost reliable pieces of electrical apparatus. There 
is a sound argument for having a battery stand-by capable of carrying the 
excitation for short periods, since in a total shut-down of the station such a 
scheme \¥Ould facilitate a quick restart. It would be connected in the place 
of the spare exciter shovn in fig. i . 

Also where separately driven exciters are used, spare units are necessary, 
because the failure of a single exciter machine might involve shutting down 
the whole station until repairs aie effected. ^ 

Considering first the high-speed plants with direct-driven exciters only, 
it will be found that the complete cost of the excitation equipment is low, 
as the cable work and switchgear is reduced to a minimum. The arrange- 
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ment lends itself to automatic voltage control on separate gen<^!0tors, but it 
must be borne*in mind that variations in the alternator load, which also affect 
the speed of the prime mover, will correspondingly alter the excitation. 
Unless automatic voltage regulators are used, the voltage control will be 
inferior to that obtained with separate excitation. 

In a large Californian station, recently st-^rteil, there is no stand-b}' 
source of excitation, but a complete spare exciter is kept,^ In the event of 
the, direct connected exciter of any generator failing, it will be removed, 
and the spare exciter unit mounted in it^ place, d'his same arrangement 
is used in the new Queenston station of the Hydro-tlectric Power Commis- 
sion of Ontario. This practice is consistent with that adopted for other items 
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Spare Exciter Busbars 


Fig I 

of station equipment, as, for instance, carrying one spare single-phase trans- 
former unit to loplace one leg on any of several banks of transformers. 

In general practice, however, to provide for the failure of an exciter, a 
spare motor-driven machine of sufficient capacity to excite the largest 
alternator may be installed. Rotary *cdnverters ate unsuitable since voltage 
variations on the A.C. side are reflected in the D.C. supply. In a plant 
having many generating units the motor may draw its supply from the main 
bus-bars. In a station having few units, but forming par^t of a large power 
system, supply to .the station service transformers is frequently more reliable, 
as these transform^ will be arranged for connection to bus-bars- or incoming 
circuits at will . 

In any case bus-bars should be- run Wm the spare exciter through the 
length of the station. From these, taps are taken to an exciter panel beside 
each generator, on which is a double-throw switch, with discharge resistance 
contacts, so that the field may be thrown readily on to the spare exciter. 




HYDRO-ELECTRIC ENGINEERING 


150 

Arrangement have to be made so that the voltage regulator for any generator 
also can be thrown on to the stand-by exciter set. The arrang^ent is shown 
diagrammatically in fig. i . ^ 

This arrangement of separate exciter panels close to each generator is 
usually th« most economical of copper, although if preferred all panels may 
be grouped together into one^.witchboard. 

An alternative, arrangementu shown in fig. 2, is well suited to an isolated 
station of few units. In this each direct-driven exciter is of sufficient capaaity 
to serve two alternators. A simplf arrangement of switches then serves to 
parallel two fields and toVut out one exciter wheM necessar}'. 

When separate exciters are used, 
at least two machines should be 
provided, in which case either 
should be large enough to supply 
excitation for the whole power 
station. If three exciter units of 
equal size are provided, then one 
should be a stand-by. 

The exciter sets shoqjd • bo 
driven by different means if at all 
possible, the chances of two sources 
of power failing simultaneously 
being very remote. For instance, 
one set may be driven by a small 
water-wheel, and the other be 
driven by a motor from the station 
service supply. It is desirable to^ 
keep both normally running at half 
load, so that alternative supply is 
always instantly available. 

^ Excitar Transfer Bus A similar effect is obtained by 

the Ontario Power Co., in their 
station at Niagara Falls, where the 
generator which drives the individjual motor-driven exciters is itself driven 
by a water-wheel, and by a motor on the same shaft. The motor normally 
“ floats ” on the station blis-bars, an'd would instantly take charge should 
the water-wheel fail. 

While the water-wheel-driven set is ideal in that it is not affected by 
conditions of load,«or by the operation of other parts of the station equipment, 
it is also the most expensive. The station building must usually be extended 
to provide room for the water-wheel and penstock, which are themselves 
more expensi\ie than a motor would be. ^ 

In a plant which is well sectionalized,‘both exciters may be motor-driven,, 
the motors being supplied from separated sections of the bus system, which 
are unlikely to be affected by the same disturbance. 

The separate excitation system should serve two distinct sets of exciter 
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SWITCHGEAR igi 

bus-bars, corresponding to the different prime movers, after the rnguner shown 
in fig. 3. Each alternator field will then have a double-throw fed-breaking 
switch, so that it may be connected to either set of bus-bars. If the exciters 
were paralleled, trouble on one would affect theS other. By making separate 
systems, however, those fields connected to the exciter in trouble can be 
thrown over instantly on to the sOund exciter bu^-bar. * 

Generally speaking, automatic protection is not permissible anywhere 
in ijie exciter circuits, sav^ in connection with “ field killing ” protection of 
the generator. The field ammeters, and exciter ammeters and voltmeters 
are usually so mounted as to be cfirectly before th^ switchboard operator > 
who must make manually any necessary changes in connections. The 



change-over switches are preferably electrically operated from the mail 
control switchboard. 

It is undesirable that the exciter^ should be iijed to supply direct current 
for any other purpose, such as for the operation of oil switch closing coils, &c., 
since the exciter voltage is liable to variation where voltage regulators are 
used. To avoid risk of trouble the connections in the e:^'citer sfstem must 
be kept as simple as possible. 

2. Automatig Voltage Regulators. — Few large plants, cither steam 
or hydraulic, are to-day considered complete without the installation of 
automatic voltage regulators on the generators. This is pJirticularly the 
case in hydraulic stations, where the feeders are usually of large capacity. 
The loss of one of these, through operation of the circuit-breaker, would 
cause serious voltage fluctuation. Automatic regulators may operate to keep 
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a constant hus-bar voltage, or to keep constant the voltage at some distant 
point, irresp^tive of the current. Alternatively, they may be«arranged so to 
control the machine excitation as to cause the bus-bar voltage to increase 
with an increase of load, thu-^ providing in a general way for line drop in the 
feeders. ^ 

^ In long-distance transmission schemes, ^vhere the generators are all tied 
to a common bus-bar at the power station, the voltage variation may differ 
on various feeders. In such a'case it is jnost usual to control for a constant 
generating bus-bar voltage and take care of the sub-station pressure by means 
of regulating transformer's at each ^oint independently. 

It is proposed to give a brief account of the broad principles on which 
automatic voltage regulators work, and thereafter a description of the con- 
struction and operation of the jwincipal forms of automatic regulator. In 
these descriptions only apparatu'^ for the control of alternators will be dealt 
with. Sirpilar apparatus in a simpler form is used for direct-current genera- 
tors. 

The instruments on the market may be divided into two general groups: 

1. Those in whicli regulsition is secured by short-circuiting a fixed portion 

of the field resistance for varying lengths of time. ^ , 

2. Those in which a control magnet actuates a mechanism for moving 

a rheostat arm. 

The earliest attempts at automatic regulation with instruments coming 
under group i may be represented by the ele- 
mentary diagram (fig. 4). Such instruments were 
fairly successful with direct-current machines, 
but, for reasons which are explained later, they 
could not be applied in the same fcfrm to the' 
regulation of alternators. 

It will be seen that there is a voltage coil (i) 
:onnected direct ♦ across the main terminals of 
the generator. In this coil there is an armature 
which, on rising, closes a pair of light contacts. 
When closed, these contacts excite a relay (2) 
carrying heavy contacts, which short-circuit the 
• generator field rheostat when they are closed. 

With a low line voltage the voltage coil is 
unable to hold its armature, and thus opens the 
circuit of the relay coil (2), allowing the relay 
contacts to short-circuit the field rheostat and 
Fig 4 -Eiementafy D.c Regulator causing the machine voltage to build up. With 
a high line voltage this action is reversed, the 
relay contacts** opening and allo^vving tfie full rheostat resistaAce to take 
effect and thus reduce voltage. 

In order that the machine voltage may respond quickly to the action of 
the automatic regulator, it is necessary to cut in or out of the field circuit 
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much more resistance than that required just to bring the vol|^e to normal 
pressure. In»consequence, if such an instrument as is shown in fig. 4 were 
to operate sufficiently slowly, the resulting volt^e would oscillate with regard 
to the desired normal voltage much as showli by the thin line in fig. 5. 
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The whole object in designing the automatic regulator is to make it to sensitive 
and quick in operation that the machine field never has an opportunity to 
build up or demagnetize to the full extent, and thus the oscillations in the 
voltage wave are reduced in amplitude and increased in frequency so that 
the^curve becomes practically a straight line. 

' If an elementary regulator of this type were 
applied to an alternator it would be ineffective, 
due to hunting. This hunting is inherent in the 
regulation of an alternator, and is caused by the 
self-induction of the alternator field winding. 

The elementary diagram in this case is shown 
in fig. (). Consider the instant, as in the illus- 
tration, when the line pressure is below normal, 

•the voltagfc coil contacts open, and the relay con- 
tacts short-circuiting the exciter field rheostat. 

The alternator voltage is in the act of building up. 

The instant the line voltagt attains its normal 
value, the relay coil (2) is excited and the relay 
contacts open, clausing the exciter voltage to start 
to drop. The alternator voltage, however, does 
not cease to increase at this instant, since the 
exciter voltage is still above the v^aliffe necessary t» 
maintain normal generator voltage. That this is 
the case is evident when it is considered that, in 
the act of building up, the exciter has been sup- 
plying a voltage equal to the drop in the alter- ^>-ElementarvA.C Regulator 
nator field, plus die inductive drop or counter 

E.M.F. due to the increase of flux in the field winding. This latter value 
will depencf on the rate at which tlje excittr builds up. Therefore, at the 
instant the alternator voltage becomes normal, the exciter voltage is in excess 
of the value necessary to maintain the normal line voltage by an amount 
equal to the inductive drop in the alternator field. The alternator voltage, 
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therefore, corjinues to increase for a time, even after the relay contacts have 
opened. By the time the alternator voltage has dropped t6 normal, the 
exciter voltage is then well helow that required to maintain normal line 
voltage. The alternator voltfge is, therefore, carried continually above and 
below its pi-oper value; in other words, hunting takes place. 

' From the above it will tn* seen that the simple regulator sketched out 
above requires son;\e additional ^lament to bridge the alternator field induct- 
ance, and it is in the methods employed to do this, that the regulators which 
work on the principle of short-circiyting the field resistance var}^ in construc- 
tion and operation. The same effect of the inductance of the alternator 



Fig. 8. — Simplified Diagram of Metropolitan-Vickers Regulator 


field winding is operative in the case of regulators of the second type, and 
has to be considered. 

Reference to the ^arts designed to meet this condition will be mentioned 
in the descriptions. 

On modern machines the syncThronising forces are usually so great that 
in a station including large«and small gefterators the automatic regulator need ' 
only be applied to the larger sets, and the small sets allowed to trail. 

As typical of regulators coming under the first group may be taken that 
made by* the JVJetropolitan-Vickers Electrical Company (fig. 7 ). This, 
instrument consists of ‘the combination of a main control coil, vibrator 
coil, and a i»elay coil, the function of the vibrator coil being to transmit the 
line voltage variations to the relay coil circuit in such a manner a$ to 
obviate the hunting referred to 5n the foregoing general description of 
regulators of this type. l£v 

Referring to fig. 8 , the main control coil (i) is connected across wlf 
bus-bars of which the pressure is to be regulated. The vibrato^ COil 
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connected in series with a four-volt accumulator (6) througlf^lie contact® 
(7) and (8), so that its armature (9) is caused to vibrate at a constant ampli- 
tude and frequency. 

The relay coil (3) is connected across the exc ter through two co-operating- 
contacts (10) and (ii). Contact (10) is mourled on the armatdre of the 
vibrator magnet, while contact (ii) is separately pivoted in such a way thaf, 
under the action of the spring (20), it tends jto keep in tsuch with contact 
(10). These two contacts are noc allowed to be permanently together. 
The time they are in contact compared ) with the time they are separated 
depends on the position of the stop (15), which is carried on the control coil 
armature. 

The function of the relay is to actuate the main contacts (21) and (22) which 
are connected across the exciter shunt rheostat; (22) is feed, while (21) is 
attached to the relay coil armature which is flexibly supported at (24), and 
to which a spring is fitted tending to keep the contacts (21) and (22) to- 
gether. Contact is only made between these contacts when the relay is not 
excited. 

The main coil (i) is fitted with a fixed pole aifd a moving core attached to- 
the^iw)ted aluminium ICver (13). The magnetic pull of the coil is supple- 
n\.ented by that of a spring (30). It is well known that with such an arrange- 
ment the magnetic pull of the coil, and that due to the tension of the springs 
can be adjusted easily so that the arm will take up a higher or lower position 
with a very small variation in the magnetic pull of the coil. In this way slight 
variations of voltage give a new position of the aluminium arm (13). If we 
consider the position of this arm and stop (15) with relation to the contacts 
(10) and (i i) — remembering that the upper contact (10) is continually vibrating- 
^ver a certain distance — it is seen that if the stop (15) is in its extreme upper 
position, the contact (ii) is free to follow and be in touch with contact (10) 
throughout the whole of its travel, while in the extreme lower position the 
contact (ii) is prevented altogether from making contact with (10). In any 
intermediate position of this arm and stop (15) between the two extreme 

positions, there -is a certain value of the 4^^ - r^on the part of the 

time closed 

contacts (10) and (ii). This value may be anywhere between infinity and 
zero, which two figures correspond^ respectively to the extreme lower and 
upper positions of the arm (13). 

As the contacts (10) and (ii) control the relay coil (3), it is clear that the 
length of time that the relay magnet is excited depends on the position of the 
stop (15), which,- being attached to the core of t% maiA control magnet,, 
changes its position in response to the changes in bus-bar voltage. Conse- 
quently, the length oftlime that the exciter field rheostat is periodically short- 
circuited depends finally on the position of^the stop (15), andithe length of 
time during which the exciter fiel(i resistance is in circuit will be varied 
accordingly. 

With an increasing load, the voltage on the line would tend to fall, but 
with a fraction of i per cent drop in line voltage, the aluminium arm (i3)>. 
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carrying stop (15), takes up a lower position, increasing the time the relay 
contacts short-circuit the exciter field rheostat. With a decreasing load the 
line voltage tends to rise, ttut an extremely small increase in the voltage 
causes a new position to beiaken up by the arm (13), so reducing the time 
the relay contacts short-circil t the exciter fifld rheostat. 

' The arrangement so far \iescribed is that adopted to keep constant the 
bus-bar pressure. « Should itbe^desired to cause the bus-bar voltage to increase 
with increase of load, this is accomplishell by adding a compounding winding 
to the main control solenoid (i).| Where the bus-bar system is such that 
totalizing current translbrmcrs can be installech, this arrangement is used to 
excite the compound winding, wiiich is designed to operate so as to meet 
pre-determined conditions of voltage drop and load. 

Occasionally a totalizing transformer is not feasible, and in this case series 
transformers in the leads of each generator are connected to a common 
compounding coil on the regulator. 

When it is desired to retain some measure of ready control over the voltage, 
a small variable resistance is placed in series with the main voltage coil, or 
tappings may be brought fre^m the compounding winding to a small multi-way 
switch. When tw'o or more generating stations serve the same distributjng 
system this facility of adjustment is often desirable, in preference to making 
mechanical adjustments, the results of which must be tried out on each 
occasion. 

The combination of light parts moving quickly over extremely small 
distances renders this regulator sure and rapid in operation and free from 
hunting. The regulator itself can be adjusted easily, as the component parts 
operate independently of each other. 

Provision. is made for automatically recharging the small accumulator. 
The resistance (26) passes a current slightly in excess of that taken by the 
vibrator coil, at the average voltage of the exciter. To compensate for the 
variation of the exciter voltage between no load and full load on the alternator, 
the relay coil (3) is connected in parallel wirti the charging resistance (26), as 
the summation of the time it is in circuit is greater wLen the voltage is low 
and less when the exciter voltage is high. This secures a* correct charging 
rate under all conditions of running of the alternator. 

Reversing switches are provided for changing the direction of current 
through the various contacts, so as’ to ensure even wear. Condensers are 
connected across the main contacts to absorb the inductive voltage due to 
the variation of the field current of the exciter. 

As the vibratilbn of ^he contacts does not depend on the variation of the 
exciter voltage, it is unnecessary to parallel two or more exciters controlled 
by the same regulator. This makes this regulator particularly adapted to 
the automatic regulation of alternators having exciters with different voltage 
characteristics, one regulator being caf^able of controlling the voltage of a 
number of alternators in parallel. The number of relay contacts required 
for the exciter depends, to a great extent, on the characteristics of the exciter. 
The number of machines that can be controlled by one instrument, when the 
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regulator operates directly on the exciter field rheostats, is consequently only 
limited by th« possibility of fitting a sufficient number of relay contacts on 
the instrument. 

If the exciter field currents are large or the lumber of relays required for 
all the machines to be regulated is more than >lin be accommodated on one 
regulator, this* instrument can be made to opelite on the field rh*eostat of a 
small shunt-wound machine whose armature is connected across the exciter 
fields to be regulated (fig. q). ^ e • 

*The operation of -this’seheme is briefly as follows: At light loads, the 
excitation of the small auxiliary g^neraf!)r T is ai^omaticallv weakened by 
the regulator, so that it tends to run as a motor 
taking power from and thus weakening the exciter 
field. As the load increases, the excitation of the 
auxiliary is automatically increased until a point is 
reached at which no current passes through its arma- 
ture. If the excitation be still further increased, 
the auxiliary machine becomes a generator, and assists 
the exciter field D. 7 Te regulator in this case 
need only have one or two pairs of contacts, giving 
th?^ advantage of simplicity in the regulator itself. 

• If the exciters have different characteristics, a 
resistance is permanently connected in the fields of 
all those having a high voltage, so that the effective 
pressure of all machines is reduced to the voltage 
of the lowest pressure exciter. 

The other most widely used regulator, falling 
within the class of instruments which short-circuit 
•a portion tjf the field resistance, is that known as 
the Tirrill (fig. 10). In general it is not dissimilar 
to the Metropolitan-Vickers regulator, except that 
in the Tirrill regulator the exciter coil is the device 
used to overcome the hunting of the simple regu- 
lator. See diagram, fig. ii. 

There is a main control coil (1) connected across the mains, the pressure 
of which is to be regulated, as in the regulator previously described. The 
plunger is connected to a lever (2)*wbich is coigiter-balanced by a weight. 
This coil is so designed and adjusted that for a constant voltage the pull on 
the core is independent of the position of the core in the winding. Thus, if 
a constant voltage be applied to a coil, the lever will remain balaiKed in any 
position in which it is placed. The exciter control* magnet (3) is connected 
direct across the exciter, the core being linked to the lever (4)^. It will be 
appreciated that tl^e pull on the core varies as the square of the current in 
the coil, wftile the pull of a spring, varies <iirectly with the etongation. In 
order to get proper balance on the lever (4), recourse is had to a multiple 
system of springs which are adjusted to come into action one after the other. 
This gives a result approximating to the one required, but even with this the 
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exciter voltaj^^ range between full and no load must be kept within fairly 
close limits. ‘ , 

With a decrease in the exciter voltage, the lever (4) tends to rotate in a 
clockwise direction. The nrin control coil lever (2) and the exciter control 
lever (4) are each fitted witP one contact, which contacts co-engage at (5). 
^hen there is a decrease in v^)Itage across tli^^ir respective coils, these contacts 
will tend to come together, and with an increase in voltage tend to separate. 
The relay coils (6)'are wound equally but differentially. One of the windings 
is connected permanently across the exciter and the other through the mlain 
control contacts (5). When contadcs (5). make circuit, the fluxes due to the 
relay windings are neutralized, removing the magnetic pull on the relay 



armature (7), so that the spring which is atbched to the armature at once 
pulls up the lever and closes the relay contacts (8). These contacts are 
connected across the exciter field rheostat. 

The cycle of operations is as follows: Assuming that the pressure begins 
to fall, the lever (2) will start to rotate in a clockwise direction until the 
contacts (5) close. Both relay coils (6) are thus energized and cause the 
contacts (8) instantly to close as previously described, thus short-circuiting 
the excitet field rheostat. The exciter voltage will then rise until the alter- 
nator field is so stfong a^ to raise the alternator voltage sufficiently to restore 
equilibrium in the main control magnet lever (2). The exciter voltage 
continues to increase hy a small amount and moves the lever (4) until the 
contacts (5) purt. Up to the insfant of establishing equilibrium on the lever 
(2), both contacts were moving togeth^ in an upward direction. Directly 
the contacts (5) part, the relay contacts (8) part also, and thereby insert the 
resistance of the exciter rheostat in series with the exciter field. Since 
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movement of the core of the main control magnet (i) is controlled by a 
dashpot (9) ili is not so free to move as the exciter magnet lever (4), and 
therrfore the lower contact can be considered stationary as long as the 
supply voltage is constant. Assuming that th*« condition holds good for a 
time, the action of the regulator is to maintain ihe average exciter voltage at 
tlie figure necbssary to keep the Alternator ypltlge constant, i.e. to maintain 
the main control lever (2) in equilibrium. The subsidiary cycle is then as 
follows. The exciter voltage tends^to fall rapidly, due to the relay contacts 
having inserted the exciter field rheostat in the field circuit. The exciter 
volts fall sufficiently to re-engage the maA\ contacts ^5), the main control coil 
lever (2) not moving in the short time required for the exciter control coil 
lever (4) to re-engage the contacts. The closing of these contacts again 
releases the relay armature (7) and the relay contacts (8) come together, short- 
circuiting the exciter rheostat. This causes the exciter voltage to increase 
again sufficiently to move the lever (4), and thus open the main contacts. 
This cycle of operations repeats itself, giving what is in effect a vibratory 
motion to the lever (4). The frequency of the vibration is dependent on the 
sensitiveness of the exciter control magnet (3), and the rate at which the 
exciter field builds up and demagnetizes. This condition is maintained until 
a dfiange takes place in the alternator supply voltage. 

. If the load decreases, the alternator voltage commences to rise, and the 
preceding cycle of operations takes place in the reverse manner, the main 
contacts opening, &c. The main control lever (2) then moves in a counter- 
clockwise direction, parting. the contacts (5), and consequently causing to 
open the relay contacts (8), thus reducing the exciter voltage. The main 
control lever (2) continues this movement until equilibrium is again estab- 
lished, after which the exciter voltage continues to fall by a small amount, 
•closing the main contacts (5) and restarting the vibratory action referred 
to above. 

The diagram shown indicates one relay and exciter only. The number 
of relay contacts required dep^ds on the characteristics of the exciters and 
the number that may be required to run in parallel. When a* number of 
machines are to J 3 e controlled by one regulator, it may be necessary to parallel 
the exciters and to insert a small resistance in the main field circuits for 
equalizing purposes. 

The relay contacts (8) are protected by a conjlenser of suitable capacity, 
connected across them. Reversing switches are also employed to change 
the direction of the current through the contacts and thus equalize the wear. 
For use with this regulator the portion of the exciter field rheostat which is 
short-circuited* must be sufficiently large to give a ifoltage range from about 
65 per cent to 120 per cent normal voltage, were this resistance permanently 
connected. In prfttice, of course, the resistance is cut in and out of circuit 
80 rapidly ffiat these variations are n^ver actually reached. ^ 

The Brown-Boveri regulator is a combination of the control magnet and 
the rheostat itself, and thus falls into group 2 . It consists in the main of an 
dectro-magnet, which is connected across the terminals of the alternator 
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whose voltji^e is to be controlled. This magnet acts upon a cylindrical 
aluminium armature, whose motion is retarded by a system of springs. 

The movement of this armature is transmitted to contact sectors which 
roll over the fixed contacts pf the variable resistance. This rolling action 
is a distinguishing feature cl this regulator, as for a relatively small move- 
ment of the armature the contact sectors Voll with very littlh friction over 
a large number of contacts, and so insert or cut out a considerable amount 
of resistance in tfie field circus of the exciter. 

I 



t'lg 13 — 13iajiram of Internal Connections of Brown-Bovcn Regulator 


Referring to fig. 13 it will be noticed that a light cylindrical armature c 
is pivoted between the poles of the electro-magnet e wEich forms part of the 
driving system. The poles are wound alternately with coils a and d, the 
currents in which are relatively displaced in phase, this being brought about 
by the resistance coil w in series with the coils bd. A rotating magnetic 
field is thus produced which, acting on the armature c, causes it to exert a 
torque which is dependent upon, the prpsure of the circuit. The torque of 
this electro-magnet is opposed and balanced by the constant mechanical 
torque of a spring system, comprising a flat spiral main spring and a small 
supplementary spring. The latter compensates for the variation in tension 
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of the main spring. In this way the resultant torque opposing tife armature 
is made constant for all positions of the armature. 

The armature and all moving parts are made as light as possible to elimi- 
nate friction and inertia. The armature c is iiade of aluminium and is 
pivoted betweep jewelled bearings. The contacj: sectors ^ also ar<^ centred 
in jewelled bearings mounted on the springs ci which are carried by the v 
armature spindle, and which hold the sectors against the contacts k. 

It will be seen from fig,. 13 that, the mov^ement of the armature c will 
cause the contact sectors ^ to roll over the contacts due to the point of 
support of these sectors being displaced from the ceotie of rotation of the 
armature c. 'ho prevent hunting, a damping device is fitted, comprising an 
aluminium disc o which rotates betw^een the poles of two permanent magnets 
m. The movements of the armature are transmitted to the disc b^ means 
of a toothed quadrant /), and a small pinion. This quadrant is connected 
flexibly by a sleeve on the armature spindle to the end of a flat spiral spring, 
the other end of which is fixed to the armature itself. ITis spring is in 
the normal condition so long as the moving parts are in equilibrium, but as 
soon as an alteration in the potential takes place and the armature moves in 
one fjirection or the other, the spring is either extended or compressed. It 
will be seen, therefore, that there is a small time-lag betw^een the movements 
of the armature and damping quadrant which allowxs the armature to carry 
the contact sectors momentarily ahead of the required new position at the 
moment the pressure changes, after wTich it adjusts itself to the correct 
position. This flexibility betw^een the damping device and the sectors 
varying the field resistance value is devised to ovcrcorrie the effect of the 
self-induction of the field winding. * 

In order to render the regulator independent of variations of temperature 
and frequency, the resistances u' and u are provided in series withhhe windings 
aabh on the electro-magnet. The resistance u is variable, and when a 
current transformer is connected to the terminals S/, by altering the position 
of the movable contact a:’, the pressure can be made to increase with load. 

This type of regulator can only be made to operate on one exciter circuit 
at a time. When two or more generators are operating' in parallel, special 
arrangements are necessary. If the station be comparatively small it is 
feasible to regulate on the largest machine running and allow' the smaller sets 
to trail. With larger generating sef^s it is customary to have a separate 
voltage regulator for each machine. In this case a series transformer is 
inserted in the main conductor of each generator, the secondary being con- 
nected to terminals S/ on fig. 13. By adjusting resistance u' each ^regulator 
can be given a compounding effect so as to ensure e^ry generator taking its 
fair share of the la|;ging current. 

The three regulators described have been selected as typical of their 
classes, and as being widely used. *The Taylor-Scotson regulator in this 
country, the Fuss regulator on the Continent, and the Westinghouse-Tirrill 
regulator in America are all successful examples of instruments falling into 
group I. 
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There are fewer devices in group 2 , the Thury regulator being the only 
one besides the Brown-Boveri to be at all freely employed. 

When a number of machines are operating in parallel with a separate 
automatic voltage regulator, on each machine, a special compensating device 
is necessary to prevent cross-currents between the various generators, lliis 
load-sharing arrangement consists of a compounding coil on the main control 
solenoid, the coil being excited from a series transformer in the circuit of 
each generator. 

With the potential coil across phases A and B the series transformer is 
in phase C, the curren:: coil being so connecW that, with a lagging current 
on the alternator, it tends to assist the voltage coil. It thus follows that the 
excitation is reduced on those generators the current from which lags the 
most, while correspondingly the excitation is increased on those machines 
which supply current with the greatest lead. The effect is consequently to 
control dl machines so as to operate at the same power factor and share the 
load equally. 

In a hydraulic station, speed of operation is of first importance, since it 
is essential that the voltage should not become excessive, should the governor 
fail to control the turbine on a reduction in load. Reference is made under 
‘‘ Protective Systems ” to the various means adopted to take care of this 
emergency condition. With a well-designed automatic voltage regulator 
no additional device, such as over-voltage relay, is needed, unless there 
is a possibility of the voltage regulator being removed from service at 
any time. 

3. Oil Switches and Circuit-breakers. —Strictly speaking, the 
term ‘ oil switch should only be applied to a non-automatic device, 
which is not usually called upon to open an excessive current. A similar 
automatic device should be termed an oil circuit-breaker, following ihe long- 
standing practice with air-break apparatus. The term automatic oil switch, 
although well understood, is now being dropped. 

As a , device for rupturing high-potendal A.C. circuits the oil switch 
has now been in use for some twenty years or more. Although several 
manufacturers have produced designs which are cj.pable of giving 
satisfactory service within fairly closely understood limits, there is 
not yet any clearly defined method of design, except in regard to in- 
sulation and normal ' current-cat rying capacity. The design of oil 
switches and circuit-breakers from the point of view of current rupturing 
capacity is still, to some extent, an art based on experience, rather than 
a precise science.* 

Researches to determine the scientific bases for oil switch design have 
been carried out in the past, and are still in progress. In Switzerland Dr. 
Bruno Bauer has presented to the Schweizerische Elektrotechnischer Verein 
(Swiss Association of Electricati Engifieers) a series of reports detailing his 

* Empirical formulae have been devised to fix dimensions for switches of certain general 
types, and the breaking capacity ratings determined in this way are closely borne out in 
tests with large-capacitv plants. 
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mathematical considerations, and certain tests which he maile on small 
switches breaking powers of one or two thousand k.v.a. 

In this country a strong committee has been formed by the British 
Electrical and Allied Industries Research Association. Having first 
collated all ayailable data on researches, the;,) have now comr^cnced to 
carry out a large programme of original research work. 

Much has been done, also, by the larger manufacturing concerns, such as 
the^Westinghouse and General Electric Companies in America, the associated 
British firms, the Metropolitan-Vickers Electrical Co., and the British 
Thomson-Houston Co., and-* on tile Continent byd^rown, Boveri, and the 
Allegemeine Electricitats Gesselschaft. Such work has naturally aimed to 
improve the designs adopted by the firms concerned and is not publicly 
available. 

There is, however, general agreement that the following factors are the 
principal ones affecting the satisfactory design of an oil switch, all except the 
first two having a bearing on the question of ultimate breaking capacity. 

1. Insulation. 

2. Normal current-carrying capacity. 

3. Speed of opening. 

4. Location and number of arcing contacts. 

5. Length of break. 

6. Head of oil. 

7. \'olume of oil. 

8. Quality and viscosity of oil. 

9. Clearances under oil and in air. ^ • 

10. Volume of air in chamber above oil. 

1 1 . Strength of oil tank and top chamber. 

In all oil switches the end in view is to interrupt the circuit in the shortest 
possible time after the contacts commence to separate. When this type of 
apparatus was first introduced it was believed that the arc was finally extin- 
guished when the current wave first passed through the zero point. 

With the c( 3 mparatively small currents and pressutes which were then 
handled this claim was possibly true, but oscillograph records taken under 
modern conditions frequently show that the arc has persisted for some cycles 
after the contacts have parted. In’ certain cases* it is seen that the arc has 
been extinguished as the voltage reached a zero point, but that it was re- 
established when next the voltage wave approached a peak value. 

When an.oil switch operates, an arc is formed between the contacts, and the 
heat breaks up. a certain amount of the oil immediately adjacent, the gases 
thus formed risj^g to the surface in the form of a bubble. The gas bubble 
is formed p/" a mixture of about 60 to 70 per cent hydrogen, 30 to 40 per cent 
methane and ethylene, with small q<hantitidj of oxygen, nitrogen, and carbon- 
ffioxide. If a “ chimney ” be formed, oil vapour and free carbon may also 
be present. Within wide proportions a mixture of these gases with air is 
explosive. If the switch be operating beyond its capacity the bubble may be 
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of such size as to form a continuous gas path or “ chimney ” from the contacts 
to the oil surface, when the arc will fire any explosive mixture* which may be 
present, possibly bursting the switch top.* 

All switch “ explosions ” are not caused in this way, but more frequently 
are really «the mechanical fa^fure of the taijk or some other part under the 
momentary pressure due to the formation of a large bubble of gas, which ^ 
however, is not ignited. 

In either case the volume df gas liberated is the key to the situation, as 
by reducing this the instantaneous pressure is reduced and also the formation 
of a gas chimney is avoiebd. ‘ « 

I'he volume of gas liberated from a given oil is proportional to the current^ 

and to the time during which 
the arc persists. A study of 
the generator die-away curves 
shown in hg. 26, p. 176, makes 
it clear that by delaying the 
opening of a switch the cur- 
rent can be reduced, and it 
is now clear that once ,the 
contacts start to open, they 
must complete their travel is 
quickly as possible. 

In fig. 14 is shown the 
time- travel curve of a typical 
oil switch. In this switch 
auxiliary contacts are provided 
to take the arc, these being 
carried on springs' in such a* 
way that during the time 
Fig. 14.— Topical Tjme-travd Curve icr Oil switch interval AB the main brush 

, • contact is moving downwards, 

while the auxiliary arcing contacts remain in place. When the moving 
element has acceler^ed to some extent, the arcing contacts' part, and from 
B to C the travel is quite unrestricted, this being the period during which 
the arc is broken. In the final portion of the stroke, between C and D, 
a dashpot comes into action, to absorb'the shock in bringing the moving 
parts to rest. 

As a result of his investigations made with very small oil switches, Dr. 
Bauer expkssed the opinion that the most desirable speeds for the moving 
contacts at the instant di parting are between 60 and 120 cm. per second 
{S. E. V., A/jgust, 1915). Above and below these figures he found that the 

arcing time for a given current was prolonged. 

• « % 

* Since some air space must necessarily be left above the oil level to prevent splashing: 
and to provide an expansion chamber for the arc gases, the natural idea is to make it of such 
volume that an explosive mixture cannot be formed. This is not practicable, however, and 
other means must be devised for dealing with the problem. 





SWITCHGEAR 165 

The practical experience of many makers, in switches of theliargest size, 
has disproved this theory. Switches made by British and American firms 
operate at between 100 and 700 cm. per second. It has been conclusively 
shown in certain cases that an increase of switch speed from 120 cm. per 
second to 400 cm. per second has resulted in an increased breaking capacity. 
In the majority of cases these high speeds are obtained by means of accelerating^ 
springs which assist the action of gravity and the natural spring of the contact 
elergient itself. 

The speed to whi*ch reference 
is made is measured when nt) cur-* 
rent is passing. In switches where 
the terminal studs and bridge piece 
form a loop (the vast majority of 
cases) there is a considerable electro- 
magnetic effect tending to repel the 
moving contacts. As this varies 
with the current, the no-load con- 
dition is always taken as a basis for 
con\parison. 

In those forms of switch in 
which the contact-carrying rods 
pass through the switch top, the 
gas formed at the instant of open- 
ing may exert sufficient pressure 
on the piston thus formed to slow 
up appreciably the opening move- 
ment. In such designs it is essen- 
fial to t educe the diameter of the 
suspension rods as far as possible. 

The mechanism is usually so ar- 
ranged that as small a weight as 
possible must be moved in opening, 
and that the accelerating period is 
as short as possible. 

In the majority of Continental- built switches the operating shaft turns 
through approximately 180°, the switch contacts being carried at the end of 
a connecting rod, in the manner indicated in fig. 15. In such a case quick 
acceleration in the downward movement is difficult to secure, and with these 
switches speeds of 50 to 100 cm. per second are more usual. ' 

Considerable variation exists in the design of ifil-switch contacts, both 
in regard to the contact surfaces themselves and also in theic disposition 
within the tank. It has been demonstrated that copper is the best material, 
both for current carrying and for aicing contacts. The morl widely used 
forms may be grouped as follows: 

I. Controller finger. 

3. Butt. 



2. Laminated brush. 







Tip. 1 6. — CcntrolJor Finpcr Mam Contacts, with Lutt 
Arcing Contact 
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The controller finger type of contact is generally arranged as indicated 
in fig. 16, with pairs of spring-mounted contacts, between which moves a 

wedge-shaped bridging piece. 
Such contacts are simple to con- 
^ struct and to adjust, since they 
are practically self - aligning. 
Accurate setting of the moving 
wedg^ is of no great importance^ 
since the pressure of the contact 
fingers is approximately tlie same 
within a wide range of wedge 
position. The contact pressure 
is usually of the oi;der of 8 lb. 
per square inch, with a contact 
current density of 100 to 150 
amp. per square inch. Several 
fingers in parallel are used for 
heavy currents. 

Although on certain cheap 
switches the arc is broken on the 
main wedge contacts, this is not 
desirable, since burning of the 
contact faces must result. The 
better way is to fit separate arcing contacts which are longer than the rest^ 
and which bear on another part of the bridge piece. These are not relied 
on to tarry current; save at the instant the contacts part. The main 
objection to this form of contact is that a considerable 
amount of the total travel is lost, in order to' wii:.ure th^ 
main fingers being safely clear of their contact faces 
before the arc is formed. The total space occupied is 
also a serious item on heavy current switches. 

The brush form of con- 
tact is never used by itself^ 
since it is totally unsuited 
to opening an arc, although 
an excellent means of carry- 
ing current. In the usual 
construction the leaves of 
the brush meet the contact 
face at an acute angle, in 
the manner shown in fig. 
17. The left-hand form 
is that adopted by Carl 
Maier, in Switzerland, while the right-hand construction is used by many 
makers both in Great Britain and abroad. Brushes such as the latter 
are generally worked at a current density of 250 amp. per square inch, 





P'lg. 17, — Typical Brush Contacts 
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the contact pressure varying between 15 and 50 lb. per square ii!ch. Much 
more accurate workmanship and setting is demanded than for the con- 
troller finger type, and a very small variation in the relative positions of 
contact block and brush holder will seriously affect the conductivity. The 
reason for this is easily seen from the illustration, fig. 18. 

A third form of brush contact which presents some advantages over those , 



Insufficient Pressure ^ CorA;ci Pressure ^xccssj\ e Pressure 

Fig. 18. — Effect of Varying Pressure on Inclined Brush 


previously described is that known as the “ wound ” brush, on account of 
the method of its manufacture (fig. 19). In this the brush leaves bed 
practically normal to the face of the contact. Comparatively wide varia- 
tions in the relative positions of brush holder and contact block do not 
appreciably affect the contact of individual leaves, as the flexure takes place 
at the back of the curve. 

A series of comparative tests on brushes shown in the last two illustrations 
was made to determine the 
effect of varying contact 
pressures, the cuiwes ob- 
tained being given in fig. 

20. It will be observed 
that with the wound brush 
the brush-holder setting 
and hence the contact pres- 
sure ca»*vai^ within a very 
wide range, while retaining 
a reasonable contact drop. 

The wound brush is 
usually worked at a current 
density of 500 amp. per 
square inch, with a contact 
pressure of 100 lb. or more 
per square inch. It will 
be noted that the value 
“ lb, per ampere ” is prac- 
tically the same in the two 
forms of brush. As the 
wound brush can safely be worked at twice the current density and conse- 
quently weighs lesfand exposes a smaller surface to the oil, it possesses 
considerable advantages when large ffurrents have to be handled. 

In some large plants, where the short-circuit currents have amounted to 
perhaps 40,000 amp. or even more, trouble has been experienced due to 
the brush leaves being deflected. The magnetic field produced by so large 



Fig. 19. — “ Wound ” Brush with Butt Arcing C\.ntacts 
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a current {Massing round the loop formed by the switch studs has produced 
a force sufficient to open the circuit momentarily, and thusJias burned the 



main contacts. To avoid 
this the reversed wound 
brush has been applied. 
With this it will be clear 
that the effect of the mag- 
netic field will be to press 
the* brush into tighter 
contact. 

As already stated, brush 
contacts must always be 
furnished with supple- 
mentary means for taking 
the final arc. This is 
frequently in the form of 
a solid block of copper 
carried on a flat spring, 
which is riveted to the 
main brush in the'manner 
shown in fig. 17. 


A better method is to 


use the butt contact, shown with the wound brush in fig. 19. In this the 
arcing blocks are so mounted that they travel in a truly vertical path, 
parting contact after the main brush is well clear. The peculiarity of this 



construction is that the con- 
tact improves with wear, 
apparently due Vt- <^.be arc 
pitting one face and leaving 
a corresponding globule of 
copper on the opposite con- 
tact face. 

No matter what type of 
contact is employed, the 
greatest care in design is 
necessary to obtain low con- 
tact resistance on the arcing 
surfaces. Where the ratio 
between the resistances of 
main and auxiliary contacts 


Fig. 21.— Reversed Brush, with Butt Arcing Contacts is high, the CUrrcnt doCS nOt 

transfer cleanly from one to 
the other when opening circuit,, and b|irning of the main confect surfaces 


results. Butt contacts alone are frequently used for handling small 


currents. They become unpractical for large currents owing to the low 
current density at which they can be worked 
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In high-voltage oil switches special care must be taken to Ivoid corners 
or edges on the contacts, at which brush discharges might form. In fig. 22 
is shown a shrouded quick- break contact used by the Westinghouse Co. 
All moving parts are entirely enclosed within metal bells which have per- 
fectly rounded contours. , 

A considerable difference of opinion exists in regard to the location of 




arcing contacts, and also as to whether a single, double, or multiple break is 
best. 

The double-break switch is the earliest and the most widely used form, 
and single and multiple breaks may be regarded as attemj^ts to improve 
upon it. /n the majority of designs the two contacts are whhin the same 
oil tank, and are so arranged that full advantage is obtained of the mutual 
repulsion between the arcs. The notable exception to this arrangement is 
the “ pot ” switch built by the General Electric Co. of America. Here each 
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break takes place in a separate oil chamber, and no electro-magnetic effect is 
available to assist in rupturing the arc. 

The single break, as advocated by Mr. R. W. Gregory, is embodied in 
the largest oil switch equipment built by Messrs. Reyrolle. It will be noted 
that in th^s switch the arcing contact is located above the main brush and 
that there is an entirely free and unrestricted path up to the surface of the 
oil. By causing both elements of the arcing contacts to move (instead of 
having one stationary contact aj is usual) a very high speed of final break is 
obtained. 

The multiple break ^nds most*'adhei*ents a,mong Continental builders, 
where switches with six and even ten breaks per pole are to be found. In 
the beginning no doubt the increased number of breaks was adopted to get a 
sufficient final break for very high voltage work, while retaining the rotary 
mechanism which was used for lower voltage switches, and which could not 
well be ari;anged to give a longer travel. With a given speed of the moving 
contacts, however, the speed at which the arc is drawn out is increased in 
proportion to the number of breaks. It has not yet been conclusively shown 
that the arcing time is reduced in direct proportion, but published tests indi- 
cate a great improvement in this direction. 

In the early days of oil switch design it was frequently assumed that 
the breaking capacity of an oil circuit-breaker was a direct function of 
the length of break. This has been shown to be incorrect. With switches 
of different design, but of similar known rupturing capacity, the length 
of break may range from 20 in. down to 6 in. It now appears that for 
a given form of switch the length of break should vary rather with the 
voltage, *and be such that a considerable margin is obtained over the 
maximum length of arc which can be drawn at whatever speed of operation 
be adopted. * 

The head of oil above the arcing contacts and the volume of oil adjacent 
to the contacts are related to the volume of gas which may be liberated safely 
by the arc^ In most oil switches the neqpssity for avoiding “ chimney 
effects ” alone dictates the head of oil. On apparatus for very high voltage, 
however, creepage over the insulator surface under oil may become the 
predominant fajtor. Considerable differences exist between Continental 
practice and that followed in this* country and in America in the distance 
from the arcing contacts the tank* through the oil. On the Continent 
tank linings are unusual, as are also phase barriers under oil in three-pole 
switches. It follows that much greater clearances must be allowed to avoid 
the incandiscent gas bubbles from the arc either reaching the earthed tank 
or to the adjacent phaies. By using insulating tank linings and phase 
barriers the .overall dimensions of apparatu s are greatly reduced. Apart 
from cooling, there seems little advantage in having a big volume of oil 
between the Contacts, as no gas«can b6 formed in, or even rea^h to such 
a position. No earthed metal should be below oil-level in any position where 
the gas bubble might be expected. 

As regards the oil itself, a mineral oil only should be employed. Ordinary 
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transformer oil is frequently used for switches operating at usual temperatures. 
Where the switches are operating out of doors in a very cold climate, an oil 
with specially low freezing-point must be used, to prevent the switch being 
held in by frozen oil. A typical specification for switch oil which thickens 
at 10° C. is as follows: 

“ The oil shall be a pure mineral oil, free from moisture, acid, alkali, of ’ 
sulphur compounds. 

• The breakdown voltage when measured between spheres ^ in. diameter, 
separated 0*15 in., shall not be less than ^,000 volts. 

“ Viscosity at qo"" C.* measured by Redwood viscometer, 100 
seconds. 

“ Flash-point, 171° C. 

“ Fire-point, 198° C. 

“ Specific gravity, o*S6.” 

A special grade of oil which does not thicken until 45® C. has a rather 
higher breakdown voltage, flash-point 126^“' C., fire-point 149” C.. and specific 
gravity 0*83. 

Jn regard to the breakdown voltage, the slightest trace of moisture in the 
oil will reduce considerably the puncture value. The presence of carbon 
particles in suspension has a similar effect, and this is bound to be the 
case in any switch which has opened a few times on load, especially if no 
time has elapsed to allow of the carbon settling to the bottom. Very 
liberal clearances must, therefore, be allowed between live metal and earth 
under oil. , 

The precise determination of the pressure which rAay be developed in a 
switch tank has not yet been attained. In his report Dr. Bauer stated he 
had fmTuti^approxirnately 46-5 c. cm. of gas, at 25° C. and atmospheric 
pressure, were liberated per kw^-second arc energy. This figure has been 
confirmed by other investigators. The determination of arc energy, however, 
requires a definite knowledge of the arc resistance or voltage. 

Dr. Bauer’s figures may alternatively be put in terms of the arc amperes, 
the system voltage, and the arcing time. Thus he gives 3*25 c. cm. of 
gas at 25° C. and atmospheric pressure liberated per k.\;.a. per second. 
This amounts to assuming a constant relation between the system voltage 
and the arc voltage. Experience v^ith numeroui short-circuit tests shows 
this assumption to be incorrect. 

In actual tests on large circuit-breakers tank pressures of 200 and even 
300 Ib. per square inch have been recorded. 

It is important that provision be made to ventilAe the air chamber above 
the oil, so as to jj-event retention of a possibly explosive mixture. Such 
vents shoul^ take the gases w^ell clear of the switch terminals, as if the hot, 
ionized gases are permitted to esca|)e bet\Veen live metal parts in air, the 
spark-over voltage will be very greatly reduced. To this cause have been 
traced many cases where breakdown has occurred between terminals with 
apparently more than ample spacing. 
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British ^switchgear makers have generally agreed that the following 
minimum clearances between opposite phases are required'. 


Rated Pressure. 

Minimum Clearance 
m Air. 

3,300 volts. 
6,600 ,, 

.... 2 in. 

3 i . 

11,000 ,, 

S 

22,000 

yl „ 

33,000 ,, 

14 „ 


Such specified clearances are ii? mosf;. cases somewhat higher than those 
required by the V. D. £. rules, and are more than double the arc-over dis- 
tances between needle points in air, found in the laboratory to correspond 
with the specified test voltages. 

For all switches the B. E. S. A. specification calls for a test pressure of 
2000 volts, plus 2 } times the normal voltage, this being, of course, the r.m.s, 
value. The same test voltages are imposed by the Standardization Rules of 
the American Institute of Electrical Engineers. 

In the section dealing with added reactance an arrangement was described 
by which the reactance is* normally short-circuited and only comes into 
action when an oil circuit-breaker has to operate automatically. As a rule 
two separate circuit-breakers are employed for this purpose, the reactance 
being mounted externally. At one stage of development all three elements 
were confined within a common structure which was known as a reactance 
circuit-breaker. The tw'o switch movements were contained within one 
tank, the mechanism being arranged so that when the short-circuiting element 
had trayell^^d half it^ stroke, it actuated the trip of the switch taking the final 
break. 

The idea was to divide equally between the two switch elemej^ Jis. t|;^ e work 
of interrupting the load, but this was not always possible. Objection was 
raised to the use of this device on the grounds that by switching current 
suddenly into a coil built in so small a space, voltage surges might be ex- 
pected of ^iufficient magnitude to threaten tfie insulation. The mechanism 
was quite complicated, and it was quickly found possible to build oil circuit- 
breakers of conventional design having breaking capacities as large as could 
be handled wifn the reactance circuit-breakers. 

A similar arrangement, using resistance in place of reactance, is very 
widely used on the Continent. The majority of oil circuit-breakers installed 
in big Continental power stations to-day are of this type. The primary object 
with the r|?actance circuit-breaker was to limit the arc-rupturing duty on the 
circuit-breaker itself , and jiot to improve conditions in other parts of the system, 
which get the full shock due to the initial short-circuit current rush. In 
Continental 'practice switching resistances are used to perform the following 
functions: * , ^ ' 

1. To limit the magnetizing current rush when switching in transformers 
and induction motors. 

2. To limit the voltage surge when switching out a transformer. 
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3. To limit Ae voltage surge when switching long transmission lines. 

4. To limit the duty on the oil circuit-breaker when operating automati- 

cally. 


R esistJ^nc e 

Connected BetweeR 
These Terminal 


Conductor. 


Insulation. 


The value of resistance required for purpose i is different ffom that 
desirable for purpose 2. As it is clearly impracticable to provide two sets' 
of switches and resistances, to 
be used when closing and open- 
ing circuit respectively, a com- 
promise value of resistance* is 
always selected. Engineers in 
this country and in America are 
almost unanimously of opinion 
that the advantages gained are 
not worth the extra complication, 
and there are only two or three 
large users of transformers in 
Great Britain who use switching 
resistanfes in this way. 

The limitation of voltage 
surges on a transmission line 
was of greater importance until 
the recent improvements in light- 
ning arresters were evolved. A 
modern arrester is capable of 
discharging any over-tension due 
to switching operations which is 
of sufficient magnitude to be 
harmful to the line or connected 
apparatus. This use of the im- 
pulse spark gap has not yet ex* 
tended to the Continent, how- 
ever, so that tKere the use of 
resistance circuit - breakers can 
frequently be justified. 

When using resistances for 
any of these purposes, it is 
usually considered sufficient to connect the resistance between the main 
and a leading contact, since the bulk of the arc when opening slmuld take 
place on the one^contact. In fig. 23 is illustrateS such an arrangement. 
The resistance is tonnected between A and B, which are lighriy insulated 
from each ♦ther. When closing, the moving arm first mee^s contact A, 
thus putting the resistance in the series circuit, while at the completion of 
the stroke, contact is made with B, and the resistance is cut out of circuit. 
The time for the movement from A to B is very short, being of the 
order of 0*05 sec., and the resistance need only be of very small 



Fig. 23. — Concentric Switch-stud 
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dimensions. It is sometimes carried in the oil tank beneath the moving 
element, to which it is connected by flexible leads. 

There has been much discussion regarding the design and the use oi 
switch protective resistances, which, on a big system, may attain considerable 
size. Ilf this case the resistance and main contacts should be well separated 
^and the resistance so proportioned that the maximum short-circuit current 
at the point of iijistallation is reduced to half when the resistance is in series. 
Each of the two sets of contacts will then have eq^ual arc-breaking duty in the 
worst case. When the fault is at some distance from the switch, or when it 
is not a dead short-circfuit, the work will not be equally divided between the 
two contacts, but will be more severe on the final break. For this reason 
switch protective resistances are usually given an ohmic value somewhat in 
excess of the total circuit impedance from generators to switch. Despite 
the very short time during which the resistance is in circuit, it is frequently 
necessary to use cast-iron grids on large -capacity low-voltage systems. These 
are bulky and awkward to accommodate in switch structures, while the circuit- 
breaker itself is complicated by the necessity for extra contacts. In the end 
it is generally better to build a simple oil circuit-breaker of sufficient dimen- 
sions to enable it to interrupt the circuit without need for external resistances. 
Moreover, it is a doubtful question whether such resistances do re'duce the 
total heat which must be absorbed by the switch oil. 

4. Selection of Oil Circuit -breakers .—An oil circuit-breaker serves 
two distinct functions; to carry continuously and without undue heating a 
definite current, and, in emergency, to interrupt a current which may be 
many times greater than the normal load. Of the two, the latter is the 
more important, since the safety of all connected apparatus depends upon 
the successful automatic operation of the circuit-breaker. The power 
which can be dealt with under this head is termed the breakmg "Capacity, 
or the ultimate rupturing capacity of the device. 

There is some divergence in the manner in which breaking capacity is 
stated. At one time it was common to see a circuit-breaker rated. as suited 
for use with a generating plant of stated k.v.a. capacity. This is clearly wrong, 
since the manner of connection can entirely alter the duties of a circuit-breaker, 
and great differences exist in tl\p performances of generators under short- 
circuit conditions. 

The modern methods' are to giv6 either the maximum arc current or the 
maximum k.v.a. which the circuit-breaker can actually interrupt, the latter 
figure being the product of the maximum arc current, the normal line voltage, 
and the factor corresponding to the number of phases. The former method 
is the American standard and the latter British, although it is permissible to 
use either in this country. 

Neither ^method is perfect, since the limit current for a given circuit- 
breaker varies with the system' voltage, while on the other hand a short- 
circuit close up to the generating plant will bring down the system pressure 
below normal line voltage. Provided the limitations of these definitions 
are borne in mind, either serves its purpose. 







cH cfOT^IpeA©^^ ihe capabilities of the appararfis biiilt % tbe mrgw mites 
bavi litaSl^ determined fairly closely by tests and experience^, so t^at thcf 
Tatidga assigned may be taken as a basis for selection. 

When an alternator is short-c^ircuited the current rush in the fifst instant 
is limited only by the inherent or instantaneous reactance of the machine,^ 
This excessive current dies down in the course of one or two seconds to a 
jov^er value, which the machine can maintaimimore or less indefinitely. This 
lower value depends 6n the synchronous reactance of the generator. If an 
automatic oil circuit-breaker) be called uf)on to ope^i a short-circuit, it must 
rupture ap excess current, the value of which will depend on the time interval 
between the occurrence of the fault and the instant the contacts of the circuit- 
breaker part. 

In fig. 24 is an oscillograph record of the currents in the three phases 
of a water-wheel generator when short-circuited. This machine had a normal 
rating of 12,000 k.v.a., 11,000 volts (632 amp. per phase), 25 cycles, 116 
r.p.m. A study of this will show that in the first half-cycle the current in 
phase C was approximately 3700 amp., and in th^ second and third half-cycles 
3290 amp., practically symmetrical. 

The current in B phase, however, reached about 4300 amp. in the first 
complete half-cycle, and in the succeeding half-cycle barely reached 1000 
amp., this being distinctly unsymmetrical. Similarly in the first half-cycle, 
current in phase A is off the record, probably about 4500 amp., while in the 
next half-cycle it is 1000 amp., again unsymmetrical. The lack of symmetry 
entirely disappears in phase B after 9 cycles, and in pha^e A after 13 cycles, 
although after the passage of 0*2 second or 5 cycled, the dissymmetry is 
almost negligible. 

Iirfig. 25, showing a short-circuit on a 12,500 k.v.a., 6600 folt (1095 amp. 
per phase), 3 -phase, 60-cycle water-wheel machine, it will be noticed that in 
the first cycle the current in line C is entirely on one side of the zero line, and 
in A it swings from 13,000 amp. to 6000 amp. in the first period, although 
by the time the circuit-breaker opened in 9 cycles (0-15 second), both were 
practically symmetrical. • 

This lack of symmetry is known as the “ doubling effect,”, the extent of 
its occurrence depending on the point in the voltage wave at which the short- 
circuit occurs. If the doubling effect were to continue until the circuit- 
breaker contacts part, considerably more energy would have to be dissipated 
in the arc, since this is a function of current and time. 

In fig. 26, an unsymmetrical current wave is analysed. OX ^represents 
the zero line, the w^ye being displaced above the iero until B. The curve 
AB lies at all point^midway between the peaks of successive half-cycles. 
Such a way^e is composed of two elements, a direct component, the distance 
between curve AB and the zero lirfe, and*an alternating comf)onent, which 
is the difference between the peak values lying along CD and the direct 
values on AB. 

The r.m.3. value of such an unsymmetrical current wave at any instant 
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is the square root of the sum of the squares of the value of the direct com- 
ponent, plus the effective value of the alternating component.* 

Although in nearly every case the unsymmetrical condition will have dis- 
appeared before a circuit-breaker can open, it has been taken into account 
for the sbDrter times in the table which fofhows. In standard British prac- 
tice, times less than 0*2 second are not considered. The current values 
used for 0-2 second agree very closely with those given in this American 
table. * * , , 

As a rule the inherent reactance of water-wheel driven alternators may 
be taken at about 20 pei cent to 2^ per dent, the general shape of the short- 
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circuit current curve, assuming no e?vternal reactance, being as in fig. 27. 
This curve is often' referred to as the “ die-away ” curve 'of the machine. 

In this case, it will be seen that if a circuit-breaker connected to this 
generator operates in 0-2 second it will have to interrupt four times the 
normal full load. If its op'oration be delayed by means of a time-limit device 
until li seconds have elapsed, the current to be interrupted will only be 
2^ times normal full load. Very few oil circuit-breakers will commence to 
open in less than 0-2 second after the trip coil is excited, and if a relay of 
any type be interposed* this time will be extended at least 0*05 second. 
Large high-^voltage switches are frequently more sluggish in commencing 
to operate, although the speed when under way is not inferior. 

The addition of reactance external to the generator windings still further 
reduces the short-circuit current. The precise value of current which will 
pass in a system having added reactance is difficult to determine, but in the 
table facing are given figures which represent the average values taken from 
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a large number of cases. This will give a basis for switch selection certainly 
as accurate as the breaking capacity ratings assigned to the oif circuit-breaker. 
This table was prepared after a conference between the leading switchgear 
manufacturers in America, and was given in a paper, “ Rating and Selection 
of Oil Circuit-breakers”, by E. M. He>vlett, J. N. Mahoney, and G. A. 
Burnham, read before the American I. E. E. in 1918. The numbers given 
are factors by which the normal full load current must be multiplied to get 
the short-circuit current at i ny givep instant. , The percentage reactance 
figures represent the total reactance in the circuit, including that of the 



Elapsed time, seconds 
Fji; 27 — Generator* djc-away ” Curve 


generator, up to the point at which the short-circuit , takes place. At 
the shorter time intervals, allowance has been made for possible doubling 
effect. 

In calculating the posable short-cirouit current, all synchronous machinery 
connected to the system must be taken into account, and not merely the 
total capacity of generating plant. A rotary convertor or synchronous 
condenser possesses sufficient fly-wheel effect to enable it to supply 
current as a generator t-during such times as an oil circuit-breaker requires 
to operate. 

The figures are based on the assumption that at the time of short-circuit 
the generators are carrying full ioad af- 80 per cent P.F., and that no voltage 
regulators are used. When voltage regulators are connected, they will tend 
to hold up the voltage, despite the short-circuit, with the result that the 
sustained short-circuit current will be considerably increased, probably to 




SWITCHGEAR 


179 


2000 KVA 
25 % 


the extent of 50 per cent. The effect is not noticeable, however, in the 
early stages of the short-circuit. 

In using the figures given in the table it is assumed that the fault occurs 
instantly as a dead short-circuit. This is not always the case, and especially 
where cable networks are concerned it is quite possible for the-ffault to 
develop through an interval of time such that the current is at its peak value 
when the switch contacts part. For this reason important main feeder 
circujt-breakers are sometimes selected on the basis of true instantaneous 
operation. Where oniV one 

t . , , . . 50001 KVA 2000 KVA 

circuit-breaker per circuit is^ 2^0% 25 % 

employed, as is usual in this 
country, the practice is to be 

recommended. vl/ 

A further reason advanced 
for following this practice on 

important circuits is that Ij A fl A 11 A 

experience has shown it to M ^ S-1 

be much more difficult for a , 

circuit - breaker to operate ■a.— « i( ^ 

when closed on an existing T T T 

short-circuit, than when the rd-i^ fl B fl E 

short - circuit develops with ^ ^ U-1 

the circuit - breaker alreadv I 

closed. Thefactisind.sput- XXO::: 

able, but it should not be 2x4oookva [ ,oqq 

used as an argument for rn q q rn g ''o 

changing the/basis of selec- ^ ^ § 

tion, shice the standard lest j 1 

for breaking capacity specifies I T 

that the circuit-breaker must 011 fiD ™ 

be capable of opening its rated » ^ hr* 

k.v.a. twice in succession, 

which implies closing on a 4 v 

possible short-circuit before iig. 28.— Typical Systen^ 

the second operation. 

Certain of the large American Systems havet lately adopted a semi- 
automatic arrangement, whereby a substation switch, which trips out on 
overload, is automatically reclosed, and if it then trips, is again reclosed 
after a short tirpe interval. The number of reclosures may be as fiiany as 
nine, with time intervals of from 30 seconds to 2 ^r 3 minutes. It has 
been found that tjje second and subsequent operations are n^uch more 
severe on th^ switch than is the first A great deal of research work has 
been carried out in the past year to determi!ie the ratings which should be 
applied to circuit-breakers operating a varying number of times in suc- 
cession. This work has not yet been made public. 

Calculation on the basis of percentage reactance is well suited to the 


2X4000 KVA 


1000 KW 


l ig. 28. — Typical Systen^ 
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selection of circuit-breakers in the generating station, since in all connected 
apparatus the reactance is much greater than the resistance, 'The same holds 
good in most cases where an overhead transmission line is in the circuit, 
but where cables are employed, the resistance value is usually greater than 
the reactance, and calculations must be b^sed on both ohmic resistance and 
^ reactance. 

When working by the percentage method care must be taken to reduce 
all values to the same basis df capacity. A reactance which causes a ^ per 
cent drop in voltage with 200 k.v.a. passing may e(:|ually be referred to as 
giving 10 per cent drcxp with 400 K.v.a.,* or 21* per cent drop with 100 k.v.a. 

1 o make the operation entirely clear a concrete case will be taken, the 
system being shown in fig. 28. It is generally convenient to take the total 
generator capacity as the basis. In this case we have: 


Machine. 

Capacity 

Reactance. 

Symmetrical Short-circuit. 

K V.A, 

Derivation. 

K V.A 

Generator i 

5000 

20 per cent 

5000 X 100 

20 

25,00s 

Generator 2 

1 

500c 

20 ,, 

5000 X 100 

25,000 

20 

1 

Generator 3 

2000 

25 M 

2000 X 100 

25 

8,000 

«- Rotary converter 

1000 

14 

1000 X TOO 

H 

7.>50 

Total 

13,000 

i 

Total . . 



This aggregate short-circuit k.v.a. represents approximately 20 per cent 
reactance with 13,000 k.v.a. of generating plant. 

The oil circuit-breakers at B must be of sufficient size to interrupt 13,000 
X 4-06 k.v.a., sinfce in the event of a short-circuit acrosc the transformer 
primary all thje plant would supply energy to the fault. The factor 4*06 is 
taken from the table on p. 177, and assumes a switch operating in 
0-20 second. * 

In the case of circuit-breaker C, the maximum current which it could be 
called upon to open is that which would pass through one transformer. 
The transformer is rated 4 per cent at 4000 k.v.a., which is equivalent to 
13 per cent at 13,000 k.v.a., giving a total reactance up to the switch of 33 
per cent. Referring again to the table of factors, and interpolating, we find 
this circuit-breaker should be capable of opening 13,000 X k.v.a. 

If a short-circuit occur on the line side of the feeder circuit-breaker D, 
current would be supplied through both transformers in parallel. Together 
these have a reactance of 4 per cent at 8000 k.v.a., or 6i per cent at 
13,000 k.v.a., giving a total reactance to the switch of 26J per cent on 



SWITCHGE^ i8i 

the 13,000 k.v.a. basis. These switches must be capable of interrupting 
13,000 X 3-65 Ik.v.a. 

It will be understood that, in practice, oil circuit-breakers are not built 
for all these fine graduations in breaking capacity. A single builder will 
make circuit-breakers with perhaps half a dozen steps from 50,(100 k.v.a. 
to 500,000 k.v.a. breaking capacity, and for a given normal current and ^ 
voltage. 

. 'J"he proper selection of* sub-station circuit^ breakers becomes very difficult 
on a system with an elaborate distribution network, owing to the many changes 
which can be made in the connections, e 5 ch of whicii will vary the available 
parallel paths for short-circuit current. Several American power-supply 
authorities have made up models of their electrical system, using resistance 
coils to represent the various sections of line. A known voltage is impressed 
across this model, and the division of current gives a direct guide to the 
breaking capacity required at any point. 

Further discussion of this question is out of place herein, but reference 
may be made to the papers cited below.* 


* “ .\ri AriiFicial 'Fransmission I^ine with Adju;>table Line Constants ”, C E. Magnusson 
and S R. Burbank, Tnwi. A LEE, Vol XXXV, p. iiS7, “ Dosign, Construction, and 
Tests of an Artificial Power Transmission Line lor the d'elluride Power Company of Provo, 
Utah ”, G. H. Gray, Tram. A. /. E E , Vol. XXXV^I, p. 7H9. 



CHAPTER IX 


Lightning 'Arresters 


The term “ lightning arrester ” is commonly, but inaccurately, used to 
cover all devices which are employed to protect the system from the effects 
of over-voltage or high-frequency transients, no matter to what cause these 
be due. On account of its convenience this use for the words will be con- 
tinued in this work. 

d'here is little definite knowledge regarding the characteristics of lightning, 
nor is this surprising when the difficulties of experimental research are con- 
sidered. There are clearly wide differences between flashes, but extremely 
high voltages and frequencies are involved in each type. 

Dr. Steinmetz has suggested the following as the probable average elec- 
trical characteristics of a lightning flash. 


Potential gradient at moment of discharge 
Potential difference between discharge 
points in the cloud . . 

Current in discharge 
Duration of discharge 
Frequency of discharge . . 

Energy of ’discharge 


50.000 volts per foot. 

50,000,000 volts. 

10.000 amp. 

•00005 ^^‘^• 

500.000 cycl^s.per second. 

10.000 kw.-hr. 


It is generally conceded that the frequency is possibly much higher than 
the estimate quoted, authorities frequently suggesting one or even two million 
cycles per second. 

To the engineer ‘who does not make a special study of the subject a most 
convincing proof of the extraordinarily high frequency is furnished by the 
way in which the slightest bend or loop in the run of a lightning conductor 
will cause a discharge totjump to an Silternative and seemingly very high 
resistance path to ground. 

There is no known device which will relieve an electrical transmission 
system frefm the effects of a direct stroke of lightning. Fortunately a direct 
stroke is rare, and when* it does occur the immediate failure of the adjacent 
insulators usually saves the rest of the system from effects which cannot be 
relieved by the protective apparatus installed. ^ 

In moderrt practice transmissitin lines are usually run with a ground wire 
above all conductors, this ground wire being earthed at every pole. This 
has proved of very great benefit, so much so, in fact, that a few systems are 

operating with no other protection. A high factor of safety on all insulation 
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is an obvious step towards eliminating over-voltage troubles, but liere caution 
is necessary. ?t will not pay so to insulate the transmission line as to make 
the high-voltage transformers the weakest link, since a line insulator is 
much more easily and cheaply replaced. 

When lightning discharges from cloud to cloud, it is possible f^r a high- 
frequency high-voltage currei.t to be induced in a transmission line, although 
this occurrence is considered to be uncommon. 

. The more usual effect vs due to the prcscg^ce of a cloud Vhich is electro- 
statically charged, and which induces in the hue a corresponding and opposite 
charge. If the cloud then discharges, the line chaise is freed, and travels 
along the line until it either finds a discharge path to earth or (on a very long 
line) until it is dissipated by partial leak- 
age across all the insulators it encounters. 

At the point of liberation such a wave is 
characterized by a very steep wave front. 

Switching operations on high-voltage 
lines and transformers usually give rise to 
high - frequency surges of more or less 
severity. As a rule these are not sufficient 
to destroy the insulation of apparatus. 

The breakdown of an insulator, which 
results in what is termed an arcing ground, 
will set up high-frequency oscillations which 
are particularly destructive in their effects, 
since resonance is commonly caused at 
some point or points in the system. 

All of t):^e effects enumerated are characterized by extremely high fre- 
^uen'ey, although the amplitude of the induced voltage waves may vary widely. 

The function of the lightning arrester is to by-pass to earth these high- 
voltage high-frequency surges from the line or connected apparatus. The 
arrester is therefore connecte^l in shunt between line and earth in the 
manner indicated in fig. i . Simply connected in this way, it is by no means 
certain that the arrester would immediately discharge and relieve the system. 
It is more probable that the wave would pass right along to the first trans- 
former or connected machine, and, there meeting impedance, would be 
reflected and pile up to such a voltage as to puncture the insulation. 

With the very high frequencies encountered the voltage w^ave would not 
penetrate beyond the first few turns of a transformer winding, since these 
would present very high impedance. In modern practice the end turns, to 
the extent of perfiaps 5 per cent, are specially heavily insulated to withstand 
these over-voltages. Frequently the impedance of the end turns alone is 
relied upon^to reflect the voltage wave back to the lightning arrester where it 
is discharged to earth. 

More usually a choke coil, consisting of several turns of bare copper rod 
supported on insulators, is put in the circuit between the arresters and the 
apparatus protected (fig. 2). The reactance of this choke coil is suffi- 





i84 HYDRO-ELECTRIC ENGINEERING 

ciently higfi to ensure that high-frequency surges are reflected and do not 
pass to other apparatus, while at the normal system flequency it is 

negligible. 

The utmost care must be taken to locate 
arresters 4s close to the end of the transmis- 
sion lines as possible, and to avoid bends or 
tuins in the conductors which might serve 
as poipts at whiph the wave would be re- 
flected, pile up, and break down the insula- 
tion, instead Qi being discharged through 
the arrester. For this reason the practice 
of connecting arresters to the bus-bars of a 
system is to be condemned, since it is almost 
impossible to avoid the introduction of some 
such point of danger. The desire to offer 
an attractively low price may on occasion in- 
duce a contractor to offer such an arrange- 
ment. The only correct method, however, 
install one at ea:h end of every overhead 
transmission line, in front of all connected apparatus or machinesT 

In high-voltage work the ideal arrangement can best be attained by placing 
both choke coils and lightning arresters outside the station. In fig. 3 is 




Fig. 2. — Elementary Lightning Arrester 
\Mth Choke Coils 


when arresters are used, is to 


Fig. 3. — Ideal Location for Choke Coils and Lightning Arrester 
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illustrated such an arrangement. It will be noticed that the choke coil is 
inserted in su(?h a place that there is a minimum length of conductor, and 
no insulators between it and the arrester, and that the latter has a direct 
connection to the line. 

In general it is assumed that as all apparatus is built to withstand a test 
voltage of at least twice normal, adequate protection will be afforded by a 
device which will by-pass pressures in excess of this. The ideal condition 
.would be to have a by-ptiss circuit- which <-,vould relieve the system of all 
voltage waves or impulses exceeding normal amplitude or frequency, but in 
most cases this is impracticable. The lightning arjcester is consequently set 
for a spill-over voltage of about 150 per cent to 180 per cent normal line 
voltage. It is of course necessary for this value to be so much less than 
the spill-over or breakdown voltage of the line or transformer insulation as 



I'jg. 4. — Simple Design ot Fig 5 — Horn with raned Gap to ^ 

Horn increase initial Blow-out Effect 


To ensure that over -voltages will discharge to earth through the appointed 
device and not elsewhere. 

One of the earliest forms of lightning arrester was the horn gap, devised 
by engineers of Siemens & Halske in 1896, and this is even to-day an essential 
part of the majority of lightning arresters. It was discovered that with metal 
horns of certain characteristic shapes, an arc could not be maintained, but 
would travel towards the ends of the horns, until it became so attenuated 
as to go out. This effect is not due entirely to convection currents in the 
air. The first experiments were made with horns,shaped as in fig. 4. Later 
tests, with horns as in fig. 5, showed that an arc was more quickly disrupted, 
indicating that the effect was mainly magnetic, the loop formed between the 
lower ends of the horns and the arc, tending to embrace as large an area as 
possible, in the planner now well understood in relation to flexible circuits. 
With the first form of horn, in which the nearest points were at the bottom, 
convection jindoubtedly started the arc upward, and thereafter co-operated 
with the magnetic effect in elongating it. 

As stated above, the ideal arrester would be one in which the over-voltage 
wave or impulse is by-passed directly to ground. The arrangement in the case 
of a horn arrester would then be as shown in fig. 6. Although the horns 
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may be set so far apart as to require perhaps twice normal voltage to jump 
the gap and form an arc, yet as soon as such an arc is formed, tHe surrounding 
air becomes virtually a conductor and the normal line voltage will suffice 

to maintain the arc. Consideration will at 



Fig. G. — Correct Location of Senes 
Resistance 


once showtthat if an arc occurs on a single 
horn in the case of a system with earthed 
neutral, or on two horns simultaneously on 
t an insulated neutral system, a short-cirquit , 
path is at once prot^ided for current to 
flow froilo the^power system. 

If this power arc only persisted a few 
cycles, and were then broken by the horns, 
it might not be particularly objectionable, 
but in point of fact the arc may persist for 
a considerable time before rupture. A 
horn gap is only capable of rupturing arcs 
of quite small current, certainly not in 
excess of lo amp. This value is consider- 


ably reduced if the gap is small, so as, to 
cause it to spill-over at a voltage nearer to normal. It therefore tiecomes 
essential to provide a resistance in series with the horns to limit the flow 


of power current following an arc over. 



Fjg 7. — Clearances for Horn Arresters 


If the series resistance be high, the efficiency of the device as an arrester 
is affected, since there will be a voltage drop across the resistance itself, which 
may conceivably exceed the breakdown voltage of the system insulation under 
certain conditions. 
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The selection of a value for the resistance is therefore a matter for com- 
promise, the value generally adopted being such as will limit the power 
current to between i and 5 amp. with normal voltage impressed. 

The resistance should be connected on the line side of the horns as in 
fig. 6, and not between horns ana earth, since should the arcs frorfi adjacent 
horns be blown together, a short-circuit would occur. It should be under- 
stood that the arc rises far above the horns, and in this ^position is easily 
deflected by light currents of air. The mii'fimum clearances (fig. 7) which 
it is desirable to use are tabulated below. 


Volts. 

Indoors. 

Outdoors. 

A. 

B. 

A. 

B, 

6,600 

30 in. 

16 in. 

50 in. 

24 in. , 

1 1,000 

36 in. 

20 in. 

60 in. 

36 in. 

25,000 

48 in. 

24 in. 

72 in. 

42 in. 

35,000 

60 in. 

30 in. 

84 in. 

54 

50,000 , 



120 in. 

70 in. 

66,000 



160 in. 

85 in. 

88,000 



210 in. 

105 in. 

110,000 



260 in. 

120 in. 


The resistance employed must be non-inductive, if it is of the wire- 
wound type. Water pots, wire (usually oil-immersed), carborundum, and 
built-up resistance materials of a similar nature are all ’used. The aim in 
selecting the resistance material is to obtain high thermal capacity, since 

this will enable the arrester successfully to* 
discharge through a longer period of time. 
Water pots and oil-immersed metallic resist- 
ances are the best from this angle, but they 
are bulky, and in addition the former require 
some attention in replacing w^ater lost through 
evaporation. The various forms of resistance 
rods are cheap and compact, byt are rather apt 
to disintegrate under passage of hea\ty currents. 

There are several forms of arrester w^hich 
are modifications in some degree of the horn 
and resistance device. Space does not permit 
the description of these in detail, since each enjoys only a limited popu- 
larity as compared with the simple horn and resistalice. 

One modificat^pn which deserves notice, how^ever, is the Bu’*ke arrester, 
which is vei;y widely used in the United States, in situations where low first 
cost is of prime importance. From the illustration, fig. 8, it will be seen 
t];iat the choke coil is triangular in form, one side being utilized as one of the 
horns. An impulse travelling in from the line meets its first obstruction 
right at the gap, which is the ideal situation in an arrester. It is found that 
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this design of arrester is appreciably more sensitive than is a horn with the 
usual helical choke coil mounted separately. A small suppfementary horn 
and resistance is used, this giving in a measure the effect of a low-equivalent 
multi-gap arrester, a type which is described hereafter. 

The ^ap necessary to secure spill-over any voltage varies with the alti- 
tude above sea-level, a larger gap being necessary as the height increases. 
The spill-over vojtage may be closely approximated by multiplying the figure 
at sea-level by the ratio between* the air density at sea-level and at the altitude 
under consideration. The Standardization Rules of the American Institute 
of Electrical Engineers* give the following tabl'e of correction factors to be 
applied when testing. 


Air Density Correction Factors for Sphere Gaps 


Relative 

Diameter of Standard Spheres m Millimetres. 

Air Density. 

62-5. 

125. 

250. 

500. 

0*50 

0-547 

0*535 

0 

to 

0-519 

0-55 

0594 

0-583 

0*575 

o-S ^>7 . 

0'6o 

0-640 

0-630 

0-623 

0-615 

0*65 

0-686 

0-677 

0-670 

0-663 

070 

0-732 

0-724 

0-718 

0-7II 

075 

0-777 

0-771 

0-766 

0-759 

o-8o ‘ 

0-821 

o-8i6 

0 -8 i2 

0-807 

0-85 

0-866 

1 0-862 

0-859 

0-855 

0-90 

0-910 

0 

0 

0 

00 

0-906 

0 S 1 P 4 

0*95 

0-956 

0*955 

0*954 

0-952 

1-00 

I -000 

I'OOO 

I'OOO 

I -000 

1-05 

1-044 

1-045 

1-046 

1-048 

I-IO 

A 

I -090 

1-092 

1-094 I 

1-096 


The curve, fig. 9, gives the relation between air density and altitude * 
In the table below are given figures showing usual gap settings adopted 
between horns at sea-le\^el, these corresponding to a spill-over voltage of 
about 150 per cent normal. Gap settings must be adjusted to suit each 
particular installation, since humidity as well as altitude will affect the spill- 
over voltage, and, moreover, variations in the form of electrode may cause 
considerable difference#. 


Normal Vdlts.^ 
10,000 
15,000* 
20,000 
25,000 


Gapa. 

i in. 

I ,, 




Normal Volts Gaps. 

30.000 ^ 2J: in. 

40.000 .... 3J „ 

50.000 .... 4 „ 

60.000 4f „ 
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Installations in continental Europe are usually protected witli horn appa- 
ratus, sometirAes used in conjunction with condensers or water jets. The 
severity and duration of lightning storms varies considerably throughout the 
Continent, but in general the lightning arrester equipments operate satis- 
factorily. It is interesting to note that simple horns and resistances ^re widely 
and successfully used in the Transvaal, where lightning conditions are prob- 
ably more severe than in any other part of the world. 



Fig, 9. — Relation between Air Density and Altitude 


Mr. Wurtz, an engineer of the American Wei^tinghouse Company, estab- 
lished the principles of the non-arcing metal multiple-gap arrester, with 
numerous forms of which his name is still associated. The form is also 
known as the multiple-gap or the low-equivalent lightning arrester. 

It is difficult to maintain an A.C. arc between electrodes made of certain 
alloys of zinc, since zinc vapour has a rectifying effect, and operates to pre- 
vent the reversal of current. Hence there is a tendency to suppress the arc 
every cycle. As in the case of the* horn » arrester, there is Recurrent limit, 
although a much higher one, beyond which the arc will be maintained, despite 
the quenching action, so that limiting resistances must be employed in most 
instances. 
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Mr. Wurtz employed several cylinders of his non-arcing metal, so arranged 
as to form many small spark gaps in series. This amounts* to connecting 
several condensers in series between line and earth (fig. lo). A charge is 
induced on the cylinder next the line, and this charge in turn is partly 
expended in charging the adjacent cylinder ^.nd partly in the capacity to earth, 
and so in succession to the last cylinder which is connected to earth, and 
which will have the least charge. There will thus be a regular gradient in 
the potential across the gaps,, from th^ line to ^arth, the gradient being, 
steepest next to the line. If a rise in voltage occurs sufficient to cause break- 
down across the first gap, the potential aevoss ak other gaps increases, since 
the full voltage is divided across fewer gaps. The gaps consequently break 
down in quick succession. A series of gaps arranged in this manner will 
spill over at a much lower voltage than w^ould a single gap interposing the 
same total air space. The multi-gap 
arrester is thus more sensitive to minor 
voltage surges than is the horn type. 

The limiting resistances, which are 
usually of the rod form, are connected 
some in parallel with a portion of the gaps, 
and some in series between the last gap 
and earth (fig. ii). When an over-v 7 )ltage 
arc is formed between the cylinders, power 
current tends to follow, but being opposed 
by the rectifying action of the zinc vapour, 
passes to ground through the resistances, 
which keep it to such value as can be 
quenched in the first unshunted gaps. -s 
This form arrester can be built so that power arcs of 20 amp., follo^du^ 
on a discharge, can be broken in the first half-cycle, and, as stated above, it 
can be set to operate at a much lower voltage than a horn. The space occu- 
pied is considerably less, but it is usually more, costly, especially for the higher 
line voltages. 

Minor voltage surges, although within the test limits for the insulation 
of apparatus, are nevertheless distinctly objectionable. Moreover, with a 
system which is completely insulated, local atmospheric conditions may raise 
the potential of the systeq^ as a whole ‘With reference to earth, although 
the potential from line to line remains normal. To relieve the system of 
such conditions, water jets are commonly used in conjunction with the horn 
arresters o!i Continental installations. These consist simply of a fine column 
of water which is kept aonstantly playing on each line. A high-resistance 
path to earth is thus provided, the section and length of the water column 
usually being §dch as will limit the normal leakage current tq about one 
ampere. On A high-voltage systerai a considerable amount of power thus goes 
to w^aste in the course of the year, to obtain protection which is only slightly 
superior to that which could have been obtained with the multi-gap arrester, 
and by earthing the system neutral, either solidly or through a resistance. 



Fig. 10 — Elementary 
Wurte AVrebter 


J’lg. 1 r — Low-equiva- 
lent Arrester 
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In another arrangement the horn arrester is supplemented by condensers 
connected betWeen each line and earth. A voltage surge charges the con- 
denser, which in turn discharges, and gradually dissipates the charge. To 
prevent overheating of the condenser, a small gap is placed between it and 
the line, so that the normal line v dtage is just not high enough to jump across 
and charge the condenser each half-cycle. The low thermal capacity of such 
condensers has limited their application to a narrow field. The tendency 
^now appears in favour of taking a chance ’'vith minor viMtage surges, and 
omitting both water-jet and condenser devices. 

In American high-voltage work the electrolytic ^arrester is predominant, 
and is built in similar forms by both the Westinghouse and General Electric 
Companies. The action of the electrolytic arrester is based on the charac- 
teristics of a film of aluminium hydroxide when formed on a plate of alu- 
minium and immersed in certain electrolytes. Such a film presents a very 
high resistance to currents of usual commercial frequencies and below a 
certain critical voltage. Above this voltage the film breaks down, leaving 
only the low resistance of the electrolyte in the circuit. The instant the vol- 
tage drops below critical, the film re-forms and interposes its high resistance, 
thus preventing the flow of power current following a high-voltage discharge. 

The*value of the critical voltage depends on the character of the electro- 
lyte used, that at present adopted by the Westinghouse Company, giving 
a critical voltage of approximately 420, and by the General Electric Company, 
330 volts. 

As the aluminium hydroxide film is practically an insulator lying between 
the aluminium plate and the conducting electrolyte, tjie complete device 
acts as a condenser on low-voltage but high-frequency impulses, discharging 
them to earth. As the flow of current through a condenser varies as the 
triq^ency, there is increased freedom of discharge as the impulse frequency 
increases. 

In practice these electrolytic arresters are built up of a series of aluminium 
trays nested one within the otl^er, but kept out of electrical contact by small 
porcelain spacers. Electrolyte is poured into each tray so as to make contact 
from one to the next, and the whole stack of trays is immersed in oil. The 
oil serves the double purpose of increasing the thermal capacity of the device, 
and of preventing evaporation of the electrolyte. * 

Horn gaps are placed in series with the trays sp as to prevent the constant 
passage of a leakage current which would heat the electrolyte unnecessarily. 
The film of aluminium hydroxide dissolves slowly in the electrolyte, but is 
easily re-formed by the momentary passage of current through the arrester. 
This charging process, as it is termed, is generall/ carried out once a day, 
or in very hot weather, when electrical storms are frequent, twice daily. 
Recent resq^rch has produced some electrolytes the film of w^^cfi will remain 
good for possibly a week. 

Charging is simply accomplished by short-circuiting the horn gaps. If 
by any chance the film has been allowed to dissolve entirely, there is a very 
heavy current rush at the instant of charging, this rush having many of the 
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undesirable' characteristics of an arcing ground. Limiting resistances are 
therefore placed in series with the charging switch, to keep tht current down 

to a reasonable value. 

A point in the application 
of lightning arresters of the 
electrolytic and low-equivalent 
types, which is frequently 
misunderstood, is in the 
practice* followed on systems 
hfAing the neutral earthed 
through a resistance. Imagine 
first a system (fig. 12) with 
the neutral solidly earthed 
(resistance R = o) and with 
three stacks of trays, i, 2, 
and 3, all earthed at B. In 
this case, no matter what the 
condition of the line insula- 
tion, the maximum voltage which can normally be impressed across any 
stack of trays is E/i-73. 

If the neutral point be insulated (R - infinity), then with correct line 
insulation the normal voltage across each stack will still be E/173. No* i 


fig 12. — Conncciion ol j Four-Jeg Arrester on a Three- 
phase System 




Fig. — Outline of Typical Electrolytic Arrester 


line goes to'ea^th at A, however, the voltage across stacks 2 and 3 at once 
becomes E. ‘With a properly proportiAned arrester this should* cause them 
to discharge, although no dangerous over-voltage exists. To take care of 
such conditions, leg 4 is added between the common point and earth, thus 
giving the same number of trays between line and line as between lin^and 
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earth. With R of some intermediate value, the precise voltage' impressed 
across each leg of the arrester depends on the earth current. To guard 
against mishap it is customary to use the four-leg arrangement in all cases 
except where the neutral point is solidly earthed. 

When using a four-leg electrolytic arrester, it is necessary to have ^ transfer 
switch to interchange electrically the ground leg with one of the other three. 
When charging, current cannot pass through the ground leg, and the film on 
this would consequently not be renewed, unless it could be->connected direct 
to the line. The charging operation is thus carried out in two steps. 

The electrolytic arrester (hg. 13), may he installed either indoors or outside, 
the latter practice being almost invariable on very high voltage. In some 
cases the horns and charging switches are outside and the tanks of electro- 
lytic cells with their transfer switch inside. The idea is to keep the tanks 
from the direct rays of the sun, the heat of which would accelerate the dete- 
rioration of the film. 

The arrangements adopted vary to some extent with the different* voltages 
and manufacturers, which accounts for certain apparent discrepancies in 
the dimensions tabulated below. All dimensions are given in inches, and 
are sufficiently near to enable preliminary lay-out drawings to be prepared. 


Maximum 
Line Volts 



c 


D. 


A. 

C. 

In. 

Out. 

In. 

Out. 

E. 

15,000 

100 

60 

— 


— 

52 

20 

7,5,000 

100 

85 

130 

130 

92, 

68 


37,000 

120 

85 

146 

146 

92 

84 

25 

46,200 ' 

I4I 

85 

iSS 

i()8 

95 

130 

30 

50,000 

I4I 

85 

160 

168 

98 


30 

69,300 

190 

124 

199 

215 

133 

130 

34 

73,000 

190 

124 

200 

215 

136 

133 

34 


Recent research has shown that for a given gap therg is a wide variation 
in the voltages required to arc over between electrodes of different shapes^ 
and further that variations in frequency 0/ steepness of wave front will affect 
these voltage values in different degrees. With any particular set of elec- 
trodes the relation between the voltage at impulse frequency, say 500,000 
cycles per second, required to cause a spill-over and that necessary at com- 
mercial frequency is termed the “ impulse ratio Much of interest has 
been written on the subject and in particular reference may be made to two 
papers by Mr. h . W. Peek, Jr., “ The Effect of Transient Voltages on Dielec- 
trics ”, /. E". it., Vol. XXXIV, p. 1695, an^“ •Lightning ”, 

General Electric Review^ p. 586, July, 1916. * 

These investigations showed that the spill-over voltage between sufficiently 
large spheres in air is substantially independent of the frequency, i.e. the 
impulse ratio is unity. Between needle points, however, a considerably 
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^her ^oltcge is necessary tb cause a spill-over high frequeiiBies 
^Ih f|onnal frequencies, thus making the impulse ratio more than unit^l 
It Wa9 Jbund that the sphere diameter bears a definite relation to the air-ga^ 
If die impulse ratio is to remain unity, a reduction in sphere diameter causing 
the ratio^tb approach more and more the condition with sharp points. 

The impulse ratio between needle points is of the order of 1*5 to 2*3. 
The horns used for lightning arresters for mechanical reasons are made of 
round material, perhaps | in. or more in diameter. With very small gap settings 
l&e device will have sphere characteri^cics or approj^imately unity impalsb^ 
ratio. With larger gaps the impul,<^e ratio will ^e high. 

In the papers quoted it was shown that the impulse ratios for the usual 
types of suspension insulator vary between 1-2 and i*6, while for the pin 
t}q)e insulators the figures are about 1-3 to 2*3. With solid dielectrics the 
impulse ratio is generally higher than with air. Thus varnished cloth or oiled 
presspahn between flat discs and immersed in oil 
showed an impulse ratio of from 2*2 to 2*5. 

It will be clear that an arrester in which a spher4fc 
gap is employed will have a greater protective action 
than one embodying a horn which approximates to 
a needle gap, since high-frequency waves cr steep- 
fronted impulses will be discharged at the same voltage 
as over-voltages at normal frequency, and in a shorter 

time than that required to cause a spill-over through 

Fig. i 4 .-Eiementary Diagram solid insulation of 3 transformer or across a linb 
of Impulse Gap ^ insulator. Such conditions of discharge are of the 
greatest value, since the constant “battering'' of 
highTrequency waves will in time cause the breakdown 0/ transformer 
insulation, even though the first impact may not do so. Horns fitted jjath 
sphere gaps are now standard features in the high-voltage electrolytic lightning 
arresters. 

In a paper, “ Lightning Arrester Spark Gaps ", by Chester T. Allcutt, 
Trans, Afnerican I. E. E,, Vol. XXXVII, b* 833, is described a modified 
form of sphere gap^ which is selective in its action, i.e. which will discharge 
steep-fronted waves more readily than those of normal frequency. 

The basic idea is shown by the diagram of fig. 14. The resistance is of 
^such value that at normal frequency the impedances of the two paths are 
proportional to the respefctive discharge voltages of the gaps which they 
shunt. The impedances vary differently with changes of frequency, so that 
a high-frequency impulse will cause one impedance to become much greater 
than the other, causing the major part of the potential to be impressed 
across the resistance. This half of the gap bre^s down, putting the full 
potential acro^^ the other half, which immediately breaks down also. 

The curv|, fig. 15, taken from Mr.^^Allcutt’s paper, shows the advantage 
gained in a specific instance. 

A neat method has been worked out for constructing this impulse gap» 
shown in fig. 16. It will be seen that the capacity of the insulators 
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one of the horns has been utilized; a construction which is both rhexpensive 
and reliable. 

Papers read before the American I. E. E. in 1918 by Dr. C. P. 
Steinmetz and Mr. Crosby Field introduced a new form of arrester known 
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GAP SETTING-»INCHES 

Fig. 15. — Discharge Curves of I mpula% Protective Gap. 6‘a5 cm. Spherical 
Electrodes mounted on Homs • 


as the oxide film type. To date this device has only been applied, in a very 
few cases, on systems jup to about 60,000 volts. ^ 

In construction the jrrester somewhat resembles the electrol)rtic, the cells 
of the latter being replaced by a series of oxide film units. .Each unit com- 
prises a thin porcelain ring on each side of which is a disc..^of varnished 
sheradized steel. In the space between the steel plates is a layer of lead 
peroxide. Lead peroxide is a good conductor until heated to about 150® C., 
when it changes to a lower oxide which is an insulator. 
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Above ascertain critical voltage the varnish film is pierced, and permits 
a discharge to ground. The passage of current heats the lead peroxide and 
reduces it at the point of puncture, thus filling the hole with an insulator 
and interrupting the discharge. 

This (Hevice presents certain apparent a(lvantages, particularly in that it 
does not require periodical charging, but experience with it is yet too 
limited to determine whether or not it is a sound commercial design. 



CHAPTER X 


Switchgear ^Lay-out 

o 

Lay-out of switchboard; cubicle structures; high-voltage arrangements 

1. Lay-out of Switchboard. — Control of all the generators in a 
power station should be concentrated at a single switchboard. As a rule 
this is located in, or immediately adjacent to, the main generator rsoril, but 
this is not essential. In fact such practice is only desirable in smaller 
stations where the shift engineer also acts as switchboard attendant. 

At times of trouble, perhaps during a severp electrical storm over some 
part of the transmission system, it is best for the switchboard operator to 
be away from all the attendant sudden noises in the generating-room, 
which may affect his nerves and judgment at a critical moment. It is 
becoming more and more the practice in large plants to have both switching 
apparatus and control in a separate building. The “ control ” or “ system ” 
engineer’s station on a large network with several generating plants is 
almost always apart from the power stations. 

If control is to be isolated in this manner, it follows that all connected 
machinery must be protected automatically, since the switchboard instru- 
ments will not necessarily indicate trouble to an operator tVho can neither 
see nor hear the machine he controls. 

Wherever the main switchboard is placed, provision must be made so 
that the water-wheel speed and the generator excitation can be controlled 
from the same point. It is not necessary as a rule to be able to start up a 
machine from the switchboard, although in some plants this is arranged 
for in addition to the usual hand control qn the generator room floor. Each 
governor is fitted with a small operating motor, usually D.C., so that the 
necessary equipment on the control desk is a simple, small double-throw 
switch to start, stop, and reverse this motor. 

Where a main field rheostat is required for thq generator, it is usually 
convenient to operate this from a distance, either by means of sprocket and 
chain drive, as is the general European practice, efr by a servo-motor when 
the current to boihandled is so large as to make hand operation too heavy. 
In either exse it is essential so to legate the rheostat as to Secure adequate 
ventilation. An exciter field rheostat is a much smaller piece\)f apparatus, 
and it is often possible to mount it immediately behind the control board. 

In determining the position of the main field rheostat, careful considera- 
tion has to be given to the run of conductors between it and the generator. 
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From this point of view, servo-motor control is preferable, since the rheostat 
can be near the generator without complicating the control. Mechanical 
drive necessarily limits the rheostat position. In the figs, i and 2 are in- 
dicated possible locations which can be used while employing handwheel 
and ch&in operation. The method of cirive shown is almost invariably 
adopted in this country when remote control is necessary. Continental 
practice inclines towards the use of wire rope, connecting short lengths of 
driving chain, which is certainly much more flexible in the matter of loca/’cr/, 
and is easier to install. 

It is common Amecican practice to install an ammeter in each phase of 
every circuit controlled from the main switchboard. This is an unnecessary 




Fig. I. — Cham Drive to Rheostats at Rear of Switchboards 


complication, since the loading of the phases may reasonably be expected 
to be balanced within the limit of error on a commercial ammeter. An 
alternative method* is to use a single ammeter worked in conjunction with a 
“jack ” by which it can be connected to the series transformers in any one 
of the three phases. This is positively objectionable, in that potential points 
of bad contact or even ofi open-circuit are introduced into the series trans- 
former secondary, without serving any useful purpose. 

The only extra contacts which should be put in the secondaries of series 
transforrrters are removable links to permit test instruments to be inserted 
without disturbing the Miring to permanent instruments. Such links should 
be arrange4 so that the test instrument must be connected before the link 
can be removetl. This is necessary tq avoid open-circuiting the secondary, 
the full-Ioad'^open-circuit voltage of which is sufficiently high to be dangerous. 

Such testing terminals are of great importance, since they facilitate 
testing the operation of apparatus on which the safety of the plant depends. 
From the relay man’s point of view the ideal way of testing his protective 


SWITCHGEAR LAY-OUT 


199 


relays is to reproduce deliberately the faults against which the relays are 
supposed to protect. Practically this is out of the question, and the next 
best thing is to make it easy to check the movement of the relays alone. 

On systems having long transmission lines, the generators may be run 
over-excited, or an otherwise idle machine may be run as a syrfchronous 
condenser, to counterbalance the effect of line reactance. Each generator 
is therefore equipped with a power factor meter, showing both lag and lead. 




Fig. 2 . — Cham Drive to lUieostats above or below Switchboard Floor 

Alternatively is sometimes employed a reactive ^olt-ampere meter, which is 
really a watt meter connected to indicate the idle instead of the effective 
watts. 

If it is intended to work a generator as a synchronous condenser, two 
integrating watt, meters must be used if an output* record is required, these 
instruments havigg restraining pawls, so that one integrates generated power, 
and the otj^er power taken when mptoring. • 

It is desirable to synchronize on the generating voltage sicie of a system,, 
and, in fact, to connect here any other instruments having voltage coils, in 
order to save the expense and the added risk attendant upon using high-vol- 
tage potential transformers. 
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Where t^e generating station is part of a large power system, it is not 
always possible to avoid synchronizing on the high-voltage side. W^here this 
is the case care must be taken to assure that the same phase relation is pre- 
sented between all points which may be connected to the synchroscope. 

The riiost usual synchroscope is one having a rotating pointer, this having 
been found more easy to work with than the rotating light form. Attempts 
to design an automatic synchronizer have been made from time to time 
with indifferent success until B^fown-Boyeri produced their instrument, 
movement of which is practically that of their well-kncfwn voltage regulator. 
This instrument is being employed ‘with complete success in several of the 
largest Swiss power plants, including those at Olten-Gosgen and Ritom. 



For small plants Hp to 6600 volts, where the class of operator may be only 
semi-skilled, the switches, bu^-bars, &c., may with advantage be placed right 
behind the control panels, no conductor at a higher potential than no volts 
being mounted on the face pf the paneJs. Sheet steel lends itself admirably 
for the construction of such switchboards. The front, sides, and back are 
of the same material, and either front or back hinged so as to allow of access 
to the switchgear within! The hinged portions should be interlocked with 
the oil circuit-breaker an^ isolating switches, so as to ensure the safety of 
the operator. Fig. 3 shows a typical sheet-steel panel. 

Sheet-steel c*'bicle-type switchboard^ cease to be economical when the 
oil circuit-breakers are of such size as to require specially stiff supporting 
frames. In general it may be taken that the limit of application is reached 
with switches of 50,000 k.v.a. breaking capacity, 1000 amp. normal current, 
or 6600 volts working pressure. Beyond these limits sheet-steel cubicle 
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Fig. 4* — Truck-type Switch Cubicle 
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switchboards may be regarded as non-standard, although often entirely 
justifiable by reason of special circumstances. 

An increasingly popular form of ironclad cubicle is that known as the 
truck type, and illustrated in fig. 4. In this construction the bus-bars are 
housed \n a stationary structure, in the Bottom of which is also the cable 
dividing box. On a movable framework is carried the oil circuit-breaker 



and instrument transformers. Connections from this apparatus terminate 
in a set of male contacts carried on the back of the frame, and these connect 
with corresponding contacts which are carried on the bus-bars and cable ends. 
The movable frame has a sheet-steel front panel, bearing the indicating 
instruments anti oil circuit-breaker opf rating handle. ^ 

When it is desired to inspect the apparatus the whole framework can be 
withdrawn, enabling the equipment to be reached in perfect safety. Inter- 
locks are provided to prevent withdrawal or replacement of the truck unless 
the oil circuit-breaker is open. 




203 


SWITCHGEAR LAY-OU'^ 

Equipment of this type takes up little room, as no special provision has 
to be made for working space. The truck can he. bodily moved to any place 
convenient should it be necessary to carry out extensive work on the apparatus. 

Beyond the limits of .dieet-steel cubicle construction the switchgear 
will be separated from the control switchboard. It will be convenient to 
consider independently the forms taken by the control switchboards, and 
later the arrangement of the switchgear itself, since these may be employed 
"'h^-various combinations to suit the r.requirements of each installation. 



Panel-type control boards are generally employed where low first cost is 
of great importance, and where the number of instruments, relays, &c., is 
not so large as to make the complete switchboard unwieldy. To be easily 
read the highest instruments should not be more than 6 ft. from centre to 
floor. The indi^^gting instruments used in this country are generally about 
9 in. base diameter (in America, 7 in.)» that two may be mounted side by 
side on a panel 20 in. wide, or three on a 32-in. panel. Wider than this it is 
not desirable to go. 

In the illustration (fig. 5) are shown two typical generator control panels, 
the one for use with mechanically operated oil switches, and the other for 
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an electrically controlleq equipment. The generator equip/nent has been 
selected for sake of exarfiple, since this usually has more items of apparatus 
than are needed for any other circuit. It will be noted that these panels 
carry irmn ammeters, watt-hour meter, exciter ammeter and volt meter, 
exciter rheostat handwheel, field switch, plugs for the machine volt meter 
and synchroscope, governor control switch, oil circuit-breaker operating 



Fig. 7.— atypical Gencrartir Desk (Continental style) 


device, and balanced cyrrent relay. This is the minimum equipment for a 
generator,* for which might also be required an individual volt meter for 
each generator panel, a^ integrating watt meter (or possibly two), signal 
lamps, testing terminals, a reverse power relay, a high-setting overload relay, 
or an exciter fidH switch. § % 

If the cohtrol board is within sight of the generator room, it must of 
necessity be so located that the operator stands between the two, and his 
back will be turned to the machines whenever he is observing his instruments^ 
To avoid this difficulty, desk'^type boards (figs. 6 and 7) were introduced, 
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as with these it is possible for the operator to see the generator room either 
over or through the desk structure. The upper slab; on which the in Hirating 
instruments are carried, must clearly be kept within the same height limits 
as in the case of a panel-type board. It follows that the available space on 
a desk board is, if anything, less^han on a panel, since clearance iftust be 
provided between instrument terminals which come close into the angle 
between vertical and horizontal slabs. As a rule desks are not used with 
mechanically operated circuit-breakers, as tlje levers woufd come incon- 
veniently low. 

A feature common on bofh American ^nd Continental desk-type control 
switchboards is the dummy diagram. In fig. 8 is shown the desk board 
in the City of Winnipeg power station, on the face of which will be seen 
the dummy diagram. A single-line diagram of the system is reproduced 
with strips of metal on the face of the desk, conventional signs being used 
to indicate generators and transformers. Either a small electro-magnetic 
device or a signal lamp placed in the run of the diagram is used to indicate 
whether each oil circuit-breaker is open or closed. In a few installations, 
three such pilot lamps are used for each circuit-breaker, these indicating, 
respectively, breaker closed, breaker opened by liand, and breaker opened 
by operation of relay. 

The position of isolating and selector switches is usually indicated by 
small hinged links in the dummy diagram, these being turned by hand when- 
ever any change is made. Since, to be of any use, the diagram indications 
must be absolutely above suspicion, the author is strongly in favour of signal 
lamps for these switches also. It is true that this practically necessitates 
mechanically coupled and operated switches to move > the necessary •auxi- 
liary switch for the signals, but if operating conditions make these inadvisable^ 
it*is better to dispense with the dummy diagram. 2 

There is no doubt that with a large switchboard, or one in the main 
connections of which there is any approach to complication, the dummy dia- 
gram is of great value to the operator, since he can actually see the effect of 
a proposed operation, and is not obliged to rely on his memory of the system. 

With the big ^^enerating stations now in vogue there Is a tendency for 
the control board to be too long for convenient and quick operation. In 
such cases, separate control and instrument panels are advisable.* The dummy 
diagram, with all control switches, rhecstat hand\v^eel, synchronizing gear, 
or other apparatus essential for actual control, is mounted on a desk, the 
indicating and recording instruments, with all relays, being carried on panel 
boards at the rear, By putting the equipment in two rows the over-dl length 
is approximately halved. The relative disposition pf these two boards is 
to some extent flexib||. In some cases the desk is so placed as to command 
a view of thc^ generator floor, with thp panels facing the desk, so that the 
operator has to turn round to see all his meters except the synchronizing 
apparatus. 

In those stations where the switch house is segregated, the desk may well 
be in the middle of the control-room, and have only the generator control 
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apparatus upon it. Panel-type boards, arranged in a semicircle facing the 
operator, carry all generator instruments, as well as the complete feeder 
control equipments and their dummy diagram. Such an arrangement is 
shown in fig. 9. 

Another widely-used ra^ethod is to ha^e all indicating instruments on a 
slab above and forming part of the control desk, with a panel at the rear to 
carry relays, and integrating and recording instruments, which do not require 
to be inspected *at frequent infer\^als. ^ (See fig. *10.) 



The last sAeme is good in fhat it lends itself to visible wiring. It is 
extremely difficult and equally imp^)rtant so to arrange the small wiring 
behind a switchboard as to be easily traced. Circuit-breaker control wires 
should be separated from selector switch pilot lamp circuits, and leads from 
potential* transformers should be readily distinguishable from the relay 
and the indicating instrument current transformer connections. 

An excellent method applied by some Continental makers to panel-type 
control boards^Is shown in E. T. Z., 59th Jan., 1920, p. 86. between each 
pair of panels, at the rear, is mounted at right angles a supplementary panel, 
usually of asbestos slate or some similar material, and on this are carried the 
main control wires in their proper groups. Not only does this arrangement 
tend to prevent trouble and to facilitate repair, but it renders it much easier 
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to make periodical checks on all instruments and. relays. A cohsiderable 
sum of money fnay be well invested if clearly laid out wiring is obtained. 

In the same way the conductors from cubicle to switchboard should be 
properly grouped. They are commonly run in buried conduits, or as multi- 
cored cables drawn through ducts. Whenever possible, however, such cables 
or conduits should be cleated on the face of walls or ceilings, so as to secure 
maximum accessibility. 

. 2 . Cubicle Structures. — In stations where sheet-stt*el cubicle con- 

struction is not practjcable, the switchgear at generating voltage, say up 
to 13,500 volts, is enclosed* in cubicles, built of concrete, or constructed 
with flat slabs of asbestos wood or of plaster, in British and general 
European practice, similar cubicles are in fact used up to 35,000 volts, but 
American engineers favour open construction for these higher pressures. 

The material to be used in making cubicles is largely dictated by local 
conditions and the class of labour available. Concrete work is almost in- 
variably used in Great Britain and also in America. It is unusual to use 
steel reinforcing rods, even when moulding on site, although excellent 
structures are made with flat concrete slabs, supported on angle-iron 
framework. 

No matter what material is employed, sound practice demands that the 
cubicle material be considered as a conductor at earth potential, and full 
clearance maintained between it and all live metal. Metal bases, such as the 
supports for isolating switches, bus-bar insulators, or oil switch mechanisms 
must nevertheless be properly connected to an earth wire which takes in the 
general steelwork of the station building. 

Considering first those structures up to 13,500 volts, it will be found 
that British and American designers endeavour to economize in space as 
far as is reasonably possible, while Continental designers use all the space 
they can get. In an article in the BEAMA Journal^ Oct., 1920, attention was 
drawn to this, and the case illustrated in figs, ii and 12 was cited. The 
two equipments shown are the proposals made by a Continental firm and 
by a British concern in respect of the same project. This may perhaps be 
an unusually exaggerated case, but a study of numerous installations shows 
a very distinct space advantage in favour of British lay-outs. 

In designing a cubicle structure, fire risk and danger from short-circuit 
must be kept constantly in mind, and these two are closely allied. The liberal 
spacings adopted by Continental designers are dictated by these considera- 
tions, and by their experience showing that their oil circuit-breakers not 
infrequently explode. 

The question of circuit-breaker selection has been dealt with in a previous 
chapter. That section of the structure in which the circuit-breaker is housed 
should be prcjperly^eparated from the rest of the apparatus. • Means should 
be provided to conduct the gases from the switch top outside, the cubicle 
and clear of all live metal. Within this cubicle no bare conductor should 
be exposed. The leads should be taken through the cubicle walls in tightly 
fitting insulating bushings. 
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Fig- II. — Section through Switchgear by one of the large 
Continental Manufacturers, for control of an 1 1 ,ooo-volt Trans 
former Sub-station 



Fig. 12. — Typical British Cubicle Lay-out containing the same 
eqWpment as shown in fig. 1 1 ^ 


There is no need to take 
the gas relief pipes into a 
common main, exhausting 
outside the building. Un- 
less an exhaust fan is fitted 
and kept constantly at work, 
such an arrangement will 
probably defeat itself, since, 
there will be no current, 
and gas will collect along the 
whole main pipe, remaining 
constantly in the switch top. 
If the vent pipe is kept 
short and free from bends, 
the gases will be properly 
dissipated in the air, and 
cleared away in the course 
of the ordinary ventilation 
of the switchroom. 

The oil switch cubicle 
may be built with a sill in 
front, so as to catch any oil 
which may leak, or fall from 
a burst switch. If this is 
done, it must be of sufficient 
height to hold the full con- 
tents of the -tanks. It is 
also necessary to complete 
such an arrangement by 
having solid, closely-fitting 
doors, which have a lip at 
the bottom, overhanging the 
sill, to ensure that thrown 
oil is kept within bounds. 
In some instances all these 
compartments are drained 
into a common sump outside 
the power house, so that in 
the event of accident no oil 
will be present to increase 
the fire risk. In general 
British practice, these features 
are left out, and it must be 


admitted that damage traceable to their omission does not occur, although 
considerable care is devoted to this detail on the Continent. 


Apart from the oil circuit-breaker compartment, the main function of 
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the cubicle is to form at once a support for the apparatus and a* barrier to 
prevent acciderftal contact with, or short-circuits between, live conductors. 
As previously stated, all cubicle masonry must be treated as though 
it were earthed metal, since all such materials are hygroscopic. Clear- 
ances from conductor to cubicle work must be the same as between 
conductors in opposite phases. The following should be regarded as 
minimum clearances: 


650 volts 
2,200 „ 

3 >300 ' » 
6,600 „ 

11,000 „ 
13.090 „ 


, I in. 

1 ,, 

li ,, 

2 „ 

3 » 

^ 1 

.>2 yy 


The question of safety to the operator is one which has received much 
attention of recent years There is a growing inclination to interlock cell 
doors with the switch mechanism, so that a cell cannot be opened up unless 
the circuit is dead. This is a feature which must either be done thoroughly 
or not done at all. For instance, where the leads above an oil switch are 
insulated, primarily to prevent gases from starting an arc, the insulation 
should be adequate for the voltage, so that a man can safely grasp it with the 
conductor alive. 

Similarly, it is unsafe elaborately to interlock all doors with the oil switch 


Circuit-breaker. 

A 


6600 Volts 

B. 

C. 

A 

1 ,000 Volts. 

B. 

C. 

Type BlI 

ft 

in 

ft 

,n 

ft. 

in 

ft 

in 

"ft. 

in 

ft. 

in. 

Single bus, horizontal 

.3 

0 

8 

9 

3 

0 

6 

0 

10 

3 

3 

3 

„ vertical 

5 

0 

10 

9 

3 

0 

5 

6 

12 

6 

3 

3 

Double bus, horizontal 

5 

8 

10 

0 

3 

0 

7 

6 

1 1 

0 

3 

3 

,, vertical 

Type HFi 

5 

6‘ 

12 

0 

3 

0 

7 

3 

14 

6 ‘ 

3 

3 

Single bus, horizontal 

6 

9 

9 

9 

5 

•4 

7 

9 

10 

6 

5 

4 

,, vertical 

6 

9 

12 

6 . 

5 

4 

6 

10 

13 

6 

5 

4 

Double bus, horizontal 

6 

9 

I ^ 

10 

5 

4 

7 

2 

13 

7 

5 

4 

,, vertical 

Type HFs j 

6 

9 

14 

6 

5 

4 t 

6 

9 

16 

3 

5 

4 

Single bus, horizontal 

7 

3 

9 

10 

6 

6 

7 

8 

10 

9 

6 

6 

,, vertical 

7 

0 

12 

9 

6 

6 

7 

3 

13 

10 

6 

6 

Double bus, horizontal 

7 

0 

13 

3 

6 

6 


3 

H 

0 

6 

6 

,, vertical 

Type G-i ^ ^ 

7 

0 

15 

0 

6 

6 

7 

3 

16 

• 

8 

6 

6 

Single bus, horizontal 

7 

0 

10 

*10 

7 

0 

7 

3 

10 


7 

0 

,, vertical 

7 

0 

12 

9 

7 

0 

7 

3 

13 

0 

7 

0 

Double bus, horizontal 

7 

0 

H 

6 

7 

0 

7 

3 

15 

0 

7 

0 

„ vertical 

7 

0 

16 

0 

1 

7 

0 

7 

3 

20 

0 

7 

0 


voL. n. 


29 
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mechanisiii, if it is only, possible to draw the isolating switches after the 
doors are open, since a false sense of security is given which may cause a 
man absently to touch a still live conductor. 

Considerable elaboration is necessary to effect complete interlocking on 
a cubicle, since one contact of isolating o?- selector switches is always liable 



to be alive, although the blade may be in the open position. This con- 
tact should therefore be shrouded so as to make it inaccessible at all 
times, and'the^remaining portions of the equipment should be guarded 
until both oil switch and isolating switch have been opened from without 
the cubicle. 

In the majority of central stations it is believed to be better merely to 
have all cubicles encloseid with screen work to prevent accidental contact 



SWITCHGEAR LAY-OUT 


21 1 


in passing, these screens being fastened with an ordinary lock. Only skilled 
operators will require to have access to the apparatus when a cubicle is 
opened. 

It should be made clear that the foregoing remarks on the arrangement of 
switchgear in cubicles apply only to cubicle-ty;ic apparatus. The^ have 



little or no bearing on the ironclad switchgear m^de by many firms for 
industrial service, aq^^ of which Messrs. Reyrolle’s manufactures are typical 
in the wider fi^ld of central station worl^. 

To enable preliminary estimates of space to be made, a tablei(p. 209) is 
presented referring to structures such as are shown in figs. 13 and 14, and 
covering installations requiring circuit-breakers with rupturing capacities 
from 50,000 to 500,000 k.v.a. It is neither necessary nor possible to give 
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any but dver-all dimensions which tend rather on the high side. Dimension 
“ A ” is given for electrically operated switches. When m*fechanical opera- 
tion is employed, “ A ” is .reduced by reason of the omission of the solenoid. 

Although the cubicle arrangements illustrated are based on the apparatus 
of th^e Metropolitan-V^ckers 
Electrical Company, it will be 
found generally that other 
makers require approximately 
the same space. ^ 

The illustrations show , 
cubicles which are reasonably 
compact when arranged with 
double vertical and single hori- 
zontal bus - bars respectively. 

When using large - capacity 
switches, however, a single 
floor structure is not always 
quite practicable, since the 



"-'ll 


A. 



E = Circuit Centres 


Fig 1 5 — Single Cubicle with Bottom-connected Switches 


isolating sTvvitetes are necessarily high up. In such cases the^ bus-bars and 
isolating sy^itches may advantageously be located on a floor above that 
on which the oil circuit-breakers and other apparatus are carried. 

The dimensions given will cover equipments for currents up to about 
600 amp. Where heavier currents are to be handled, the dimensions will 




SWITCHGEAR LAY-OUT 


213 


be somewhat l^ger. Where neither potential transformer nor a set of iso- 
lating switches on the cable side are required, the height can often be reduced. 
The cubicle centres “ C ” will hold good for split conductor equipments, 
except in the smallest size, where 12 in. extra should be allowed for the 
accommodation side by side of six isolating switches. * 

The outstanding exception to these typical cubicle arrangements is in 
the case of certain switches built by the British Thonison-Houston and General 
mectric Companies, and known as their “ pot/’ type. Thele switches have 
two separate tanks per pole, which may be placed either side by side or one 
behind the other. They are most cont^cniently made bottom connected 
(although they can be made rear connected), so that with them the general 
arrangement of structure is inverted, with the bus-bars below the oil switch. 

In fig. 15 is shown a typical double bus-bar structure for the “ pot ” oil 
switch, from which comparison can readily be made with the corresponding 
conventional cubicle. t 

The following table gives the approximate dimensions for such an arrange- 
ment. The height shown between the two floors is dictated by the height 
of the doorway in the lower voltage arrangements. This has been taken as 
6 ft. Standard British practice would demand greater space, since with 
the lay-out shown the Home Office required a clear gangway 4 ft. 6 in. wade, 
with a headroom of 8 ft. to live metal. 


Circuit-breaker. 

A 


B. 



D 


E 


F. 

Type H3. 

ft 

in. 

ft 

in 

ft 

in 

ft 

in 

* ft 

in. 

ft in 

6,600 volts . . 

9 

0 

3 

4 

5 

2 

8 

1 

4 

6 

8 0 

15,000 volts . . 

9 

6 

3 

8 

5 

2 

8 

I 

4 

6 

8 4 

22,000 volts . . 

12 

0 

5 

8 

6 

4 

10 

0 

7 

I 

11 0 

Type H6. 

6,600 volts . . 

9 

0 

3 

4 

5 

8 

8 

8 

tf- 

5 

I 

8 0 

15,000 volts .. 

9 

6 

3 

8 

5 

8 

8 

8 

5 

I 

8 4 

22,000 volts . . 

12 

0 

5 * 

8 

6 

8 

10 

4 

8 

8 

•II 0 

Type H9. 

6,600 volts . . 

9 

0 

3 

4 

6 

6 

. 9 

6 

7 

0 

8 0 

15,000 volts .. 

9 

6 


8 

6 

1 

1 

9 

6 

7 

0 

8 4 

22,000 volts .. 

I- 

0 

5 

8 

7 

^ i 

1 1 

2 

id 

7 

II 0 




The dimensions given are those of the cubicle itself. As a rule, in any 
complete structure the height and the depth from front to back are uniform 
and are dictated by the dimensions of the largest unit. The British Home 
Office Regulations^emand a clear passage w'ay in front of all cubicles con- 
taining conductors at high potential. The minimum dimensions for 650 
volts or less are 3 ft. wade by 7 ft. high. Over 650 volts a miRimum head- 
room of 8 ft. is required, with a width of 3 ft. 6 in. if there are live conductors 
on one side only, or 4 ft. 6 in. if there are conductors on both sides of the 
passage. In large plants it will usually pay to ini:rease tfiis dimension on 
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the oil swrtch side, in order to facilitate erection and possible repair. Ameri- 
can practice usually tolerates much smaller passage ways th*^an are used in 
this country. 

Circuit-breakers of capacity up to about 150,000 k.v.a. and currents of 
1000 t(f 1500 amp. can wually be adapted for hand operation through a 
mechanical system of levers and links. Beyond this, electrical operation is 
desirable, since a heavy switch cannot be closed quickly. This is specially 



important on those circuits# which have to be closed when synchronizing 
machines. ^ 

A typical arrangement of remot(^ mechanical control is shown in fig. 
16. As a rule the trip catch for the circuit-breaker is on the hand 
lever at the switchboard, and care must be exercised to ensure that the 
link systepi is properly balanced so that it does not retard the opening move- 
ment, but if anything assists it. When closing the circuit-breaker, all links, 
which are usually lengths of standard i-in. gas pipe, must be in tension. 
Operation becoq^es too stiff if more than three 'bell cranks or ^0 ft. of rod 
are employe^, and if the circuit-breaker be offset in relation to the closing 
lever by more than 15°, it is preferable to use a way shaft in the drive, and 
thus avoid the necessity for big clearances around the hinge pins. 

An increasingly impoj-tant plnase in the design of switch structures in 
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large plants is the adequate bracing of conductors. In the section on the 
use of reactances, brief reference was made to the stresses which are set up 
under short-circuit current conditions. Where the three conductors of a 
three-phase circuit lie in the same plane (which is usually the case), the 
repulsive force is given by the formula: 

F = 808 X H X io~7 
d ’ 

where F - maximum repulsioli in poiinds per foot run; 

d -^.distance inches betjveen centres of conductors; 

I == r.m.s. value of current in each co?iductor. 

As d will customarily be around 12 in. on structures such as are 
now under consideration, very high repulsive forces may be encountered. 



14 5 6 7 8 3 10 IS 20 25 30 40 50 60 80 WO ISO 800 300 WO 500 600 800 1000 

Mdxi/num instantaneous lbs repulsion per foot of Busbar 

Fn; 17 — I)).)fi:ram vhouiri)^ tht RcpuLsnc Fort.'s with Conductors jn the ^auic Plane* 


The curves in hg. 17 are based on the fornnJla given above. In using 
these, care must be taken to employ the instantaneous short-circuit current 
value, and not the values used in selecting oil circuit-breakers, which are, of 
course, smaller. 

On small structures the bus-bars and other conductors are supported 
solely on the studf of the oi? switches, isolating switches, an^ other apparatus. 
Such will invariably be found insufficient if the plant be of any considerable 
size, especially since the porcelain insulators of the switches, &:c., cannot 

* See “ Repulsion between Bus-bars ”, C. R. Riker and S. R. Leonard, Electric Journal^ 
December, 1917. 
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be used t6 best mechanical advantage. It must be borne in mind that 
although good wet-process porcelain will show an ultimate ^?alue of 15,000 
to 18,000 lb. per square inch in compression, it will only give about 1200 to 
1600 lb. per square inch in tension. 

The tompression type o^bus-bar support has been developed for use where 
the short-circuits are exceptional. As will be seen from the illustration, 
fig. 18, two porcelain insulators with the conductor between them are used, 
these having thoT axes lying in the same plane, as the three conductors. . 
With the clamps screwed up light, any repulsive stresses will necessarily 
come upon onf insulator ifi compression. 

ii-ven where the stresses are- insufficient to necessi- 
tate the use of compression insulators, it is advisable 
to calculate the deflections be/ween supports on small 
conductors, to ensure that these cannot come within 
the limit clearances from earth, under maximum short- 
circuit conditions. Clearly it will be best from this 
angle if conductors are arranged edge to edge, so as 
to get maximum stiffness in the plane of the repulsive 
forces. ' 

It is also necessary to take special precautions with 
small connections, such as the leads to potential trans- 
formers, on large systems. A short-circuit across the 
terminals of such a transformer may easily be of suffi- 
cient magnitude to melt entirely the conductors between 
. it and the bus-bars, and, moreover, would be too great 
tq be successfully broken by any known type of fuse. 

To illustrate the point the curves in fig. 19 are given. 
These have been calculated for the case of a steam 
turbine station in which the generators have an initial 
short-circuit current of ten times normal, dying down 
to three times normal in two seconds. Reference may 
be made to the original article, “ Small Conductors on 
• Bus-bars of Large Systems ”, W. A. , Coates, Metro- 
politan-Uickers Gazette, June, 1920. 

A protective resistance should b6 used in series with potential transformers, 
so as to limit the short-circuit current Jto a value which can be safely handled 
under all possible conditions. The resistance should be divided and mounted 
half on each side of the potential transformer, so as to ensure the presence 
of limiting resistance, nd matter where the trouble may be. 

With very big, low- voltage generating stations, the consideration of 
maximum temperature under fault conditions may affect the size of copper 
used for cctnnecling up small feeder ^circuits. Operating rulfs generally 
demand that, in the event of a circuit-breaker tripping out, the attendant 
shall wait from ^ to 2 minutes and then reclose it. Only after a second 
automatic operation is the circuit left open. The following minimum 
areas of copper ^onducto^ are suggested as desirable. 



I’lg 18 — Compression 
Bus-bar Support 
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Aggregate instantaneous 
short-circuit possibility 
at point of installation. 

Three-phase Volts. 

, 

.Minimum Area. 

. square inches. 

i,ooD,ooo k.v.a. 


6,600/11,000 

0*375 

1 

'i 

20,000/25,000 

0*25 



! 35,000 

0-125 

500,000 k.v.a. • . . 

1 

1 

3 v 3 oo 

6 ,6 oq 

0 0 


1 

11,000/25,000 ’ 

0-125 

% 

250,0*00 k.v.a. 

/ 

1 

6,600/11,000 

0-25 

• 0-125 


Apart from this consideration, the area of conductors should be based 
on temperature rise. For many years a rule-of-thumb standard was employed 



Fig. ig —Diagram showing Time for a Conductor to reach 500” C. on Generator Sh<)rt-circuit 


by which the area was based on looo amp. per square inch, irrespective of the 
shape, total size, or location of the conductors. , British standard practice 
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demands that no part of the bus-bar system or of the connections, excepting 
resistance elements such as meter shunts, shall have a temperature rise ex- 
ceeding 30° C. A hbttest-point margin of 5° C. is permitted above this 
average figure. In no case may the density exceed 1000 amp. per square 
inch of Copper. • 

To keep within the limit of 30° C. it is sound practice to design for a 
calculated rise of 20° C., since it is impossible to arrange all parts of the 
main connection^ so as to secyre perfect ventilation. Bolted or clamped 



z j. 3 4 5 ^ 

Number of s x 6 " bars in parallel 20 C rise 


Fig. 20. — Carrying Capacity of Copper Bars at various Spacings 

I 

connections also are a frequent source of local heating, for which allowance 
has to be made. r 

With a singbbar on edge, all fSices may be considered as fully employed 
for radiation. The inside surfaces of t>ars in parallel are only partially effec- 
tive, since they tend to form hot-air pockets. Experimental results show 
that with two bar;s in parallel, each having a surface A, the total effective 

surface ofgthe pair: ' 

spaced J in. apart = i*2A, 

it i >» It ^ 

„ I in. ^ == rM. 

The curves given in fig. 20 may be used as a basis for design to tempera^ 
ture rise. It will be observed that single f in.-thick bars on D.C, coM 
actually be workei well oyer looo’amp. per square inch, and still be mMti 
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the 20° C. rise. If bars J in. thick are used, the section is doubled, but the 
radiating area only slightly increased. The thinner bar is consequently to 
be preferred. 

Attention is drawn to the reduced capacity of the conductors when on 
A.C. This is due to the skin effect and to mutual induction between one 
bar and the next. When carrying very heavy currents, as with furnace 
transformers, interleaving of phases must be resorted to. 

^ 3 . High-voltage Arrangements the previous section atten- 
tion was given to - the arjangement 
of switch appai'atus in cubicles, iind 
it was then assumed that such struc- 
tured would be used for pressures 
not over 13,500 volts. » Above this 
limit, it is a matter for investigation 
in each case to determine whether 
cubicle work will pay or not. In 
modified form cell work has been 
employed up to 80,000 volts or even 
b'gher, but the majority of such 
high-voltage switching equipments 
are laid out along other lines, using 
sifhple steel framework to support all 
apparatus. The open construction 
has as chief advantage a considerable 
saving in first cost, since the steel 
framework is cheaper than a complete 
concrete structure, and, further, the 
total space occupied is generally less. 

High-voltage switching arrange- 
ments are usually much simpler than 
those adopted for lower pressures, 
since all measuring devices are con- 
fined to the low-voltage side of the 
system. The lay-out can conse- 
quently be made diagrammatically, and with an open strdcture it is often 
claimed that an attendant is less likely to m^ mistakes than would be 
the case if each piece of equipment were concealed in a cubicle. 

Open structures are almost invariably used in America^ and are also used 
to some extent on the Continent. An excellent example of the di^rammatic 
lay-out of apparatus along these lines is furnished by the switchgear at the 
Point du Bois Station of t^e City of Winnipeg. This is illustrated in the 
photography fig. 21, and the corresponding diagram is ’‘given in fig. 22v 
From this it will be seen that the high-voltage switches piovide for the 
transfer of either bank of transformers to either transmission line, and that 
a glance at the isolating switches suspended from the r9of or on the wall 
will at once indicate just what the connections are. 


To linq* To line 






From Transformers 


Fig. 22.- 


■Diagram 72 ,ooo-voIt Connection* 
Bhown m fig. 21 
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The principal objection to the entirely open structure k that if a fire 
should occur, the trouljle would almost certainly spread to all the adjacent 
apparatus, and thus put the whole plant out of commission. To meet this 
objection, the Shawmigan W’ater and Power Company have enclosed all the 
apparatus for each circuit hi a separate fireproof room. In so doing they 
are probably unique in America, although similar arrangements are not 
unusual on the Continent. Phase barriers are not used, since at high voltages 
the space between conductors ir- necess,arily so great as to make accideiital 
short-circuit between them practically out of the, question. 

The Regulations of BLie United l*)tates ’Bureau of Standards, Washington, 
Circular No. 54, require that the following spaces shall be left around all 
conductors which may be occasional I exposed. 


\ oils Space 

750 to 7,500 ... 12 in. 

7,500 ,, 30,000 24 ,, 

30.000 ,, 50,000 36 ,, 

50.000 „ 70,000 .... 48 ,, 

70.000 ,,, 100,000 .... 60 ,, 

0\er 100,000 .... 72 ,, 


Since such troubles as do occur are mainly in the oil circuit-breakers, 
these alone have been separated off in some recent Continental installations. 
The switchrooms are so arranged as to be accessible from all sides, \\ithout 
entering other compartments containing live apparatus. The doors are 
fitted with sills, and a drain is provided in the floor to carry burning oil 
clear of the building. ‘ 

Through insulating bushings constitute a very great item in the cost of 
high-voltage celh work and apparatus. Porcelain alone, wTich is almost 
universally used on low voltages, becomes out of the question at higher pres- 
sures, due to the difficulty of firing properly bodies of sufficient thickness 
to withstand puncture. , 

Large porcelain shells filled with paraffin wax, bitumen, or heavy oil 
have been used to a great extent, the filling medium being relied upon to 
withstand punctu/e, while tffe porpelain itself presents a sufficient creepage 
surface. These ‘filled insulators possess the property of self-healing after 
puncture to quite a remarkijhle degree,* the heat of the leakage current melting 
the wax or bitumen and causing it to flow together again. In the first case 
the oil-filled type^gave rpuch trouble, due to the difficulty of making a per- 
fectly oil-fight joint, and this was greatly aggravated on very high voltages 
where the porcelain shell had to be made in three or more pieces. Consider- 
able improvement has apparently been made ii recent years. 

Micarta and other mcterials of a sifnilar nature have also hfeen used to 
make what nlay be termed the bulk ” type of insulator, i.e. one in which 
mere thickness of dielectric is employed to prevent puncture. The potential 
gradient through gn insulator is nqt uniform, so that as the voltage increases 
the thickness of dielectric Accessary increases very rapidly. The curve, fig. 23, 
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indicates the average breakdown voltage per thousandth of an inch«for a certain 
dielectric, wMch to a greater or less degree is typical of all dielectrics. 

The Westinghouse Company introduced many years ago the condenser 
terminal, in which the insulation is divided up into a series of steps, the voltage 
across each of which is kept to fhe same figure. The steps are usually de- 
signed for about 10,000 volts test pressure. T^y controlling the potential 



• TOTAL THICKNESS : MILS.. 

Fig. .’ 3 . — Cun e sho\Mng decreasing Average \ alues of a l5ieicttric \vnh i\reasing TlucLncsa 


distribution in this way, the dielectric is emplcf}%d to maximum advantage, 
and a much smaller insulating bushing is the result. 

This bushing is made of micarta, the layers of tinfoil which form the 
condenser plates being served in as the process of winding the micarta pro- 
ceeds. As the diameters of successive layers incAasc, the lengths of tinfoil 
decrease, so as tS properly l^alance the capacity of each cqjidenser in relation 
to its neighbours. The final metal*layer is madeVith banding wire, which 
presents a strong surface on to which mounting clamps maybe fastened. 

The exposed ends of the condenser bushing are enclosed in a tube cf 
micarta, and the space between filled with a sp^ecial insAilating compound. 
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Where the 'bushing is to be used out of doors the micarta tube is replaced 
by one built of a series of porcelain rain shields. (See fig. 24.) 

With high-voltage work, even more than with apparatus at low pres- 
sures, a cubicle must be properly enclosed to be of any real ser\dce. In 
ContineiTtal practice it will^pften be found that the cost of through bush- 
ings has been saved by taking leads through large holes in the structure. 
Since accidental contact between conductors is a small risk, the main 
function of the Ivgh-voltage cubicle is to prevent* spread of fire. A struc- 
ture with large clearance holes can hardfy be considered^ adequate from this 
view-point. 

Since the cost of insulators for high voltages is quite large, designs must 
be schemed so as to reduce the quantitifs re- 
qfiired to a minimupi. The currents to be 
handled are small, so that suitable solid con- 
ductors would in any case have little stiffness. 
Moreover, the critical voltage for the forma- 
tion of corona varies witli the diameter of 
conductor. Tubular conductors are conse- 
quent!} almost exclusively used for high- 
voltage work. Standard copper tubing is 
generally employed, although in some cases 
iron gas-pipe has been adopted. Wdth snxill 
currents there is no objection to this. The 
tubes should terminate in spheres, and all 
clamps at branch connections or supporting 
insulators be carefully rounded off to prevent 
the formation of corona on the edges or 
points which would otherwise be left. 

Insulators should be of such profile as to 
conform to the stress lines of the electrostatic 
field as far as possible. Corrugated porcelain 
insulators have now' been showm to possess nb advantages over those which 
are entirely smooth, Und tlie latter represent the more mpdern practice. 
Whether indoor or^ outdoor insulators are used the height is approximately 
the same. In fig. 25 is given a Curve indicating the desirable clearance 
to earth which should be obtained. ^ 

Once an open framewoflf had been found feasible it w'as a natural step 
to arrange the apparatus to withstand w^eather conditions, and omit the 
building altogether. The first large switching equipment along these 
lines was built in 1909, near Hamilton, Ontario, Canada, on the system of 
the Dominion Power ancf Transmission Compapy. In view of the severe 
winters experienced in that district coiyrete sheds were erecteej. above the 
oil switches tq protect them from the w'orst of the weather. It was found 
to be a useless device, however, as during a blizzard snow piles up 
over the switches despite the canopy. The switch insulation stood up 
to such treatmenf perfec^y, and ‘since this first installation no attempt 



A B C D 


Fig. 24 — Conden‘>(.r 'rcrmmals 

A, After winding 13 , Steps turned to 
length c. Complete indoor bushing 
D, Complete outdoor bushing. 



SWITCHGEAR LAY-OUT 


223 


has been made to provide special weather protection in addition to the 
ordinary wealfierproof terminals. 

The use of outdoor equipment has grown to Such an extent that in 
probably 80 per cent of the installations in the United States to-day, all 
transformer and high-voltage switchgear are gut of doors. In ‘Canada 
the practice is not so widespread, not on account of the weather trouble 
under normal conditions, but rather because cover is essential when 
» carrying out repairs in the winter. • 

Ordinary switch^ oil thickens al; about* zero C., so that it becomes 



K V Wbrkuig Pressure 

I'lK 2S — Cunc showing Ocsirablt: Llcirancc from Conductor to F.irth 

f 

necessary to us^e a special oil with a low freezing-po\t- during the winter. 
In some places where conditions are severe, ^mall he^Wng resistances are 
installed in the bottom of the switch tanks to keep tnew oil fluid. The 
no-load losses of a transformer are ^uflicient to render it unnecessary to 
make special provisions in that case. 

The steel framework used for supporting apparatus ou^of doors is much 
the same as that used for an open construction iifdoors, althoug^i more is 
necessary, since indoors the walks and ceilings may be used for supports. 
The spacings of cq|i doctors .are usually more liberal, desirable minima being 
indicated iq fig. 26. For* outdooi^ work these are fre^ueiith exceeded. 
It follows that the total gro(jnd space will be greater with an oytdoor lay-out 
than with the correspond/ig indoor scheme. 

The spacings suggested are on the assumption that the equipment is at 
or near sea-level. At high altitudes gretiter clearances tnay be desirable. 
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The curv^, fig. 27, indicates the approximate relation between flash-over 
voltage and altitude. This should be taken into account \\hen using the 
curves in figs. 25 and 26. 

An excellent idea of the relation between indoor and outdoor schemes is 
given by reference to fig^ 28 and 29. A power station was planned to 



Cham line - outdoors. Full line — indoors. 

«( 

have six 22,500-k.v.a. ii,ooo-volt generators, transmission being either at 
110,000 volts or 154,000 volts. 

Corresponding to each generator was a bank of three 7500-k.v.a. single- 
phase transformers. Thb duplicate high-tension bus-bars were sectionalized 
in the middle, ^d from each half were two voutgoing transrpission lines 
equipped with electrolytic lightning arresters. » Alternative schemes were 
drawn up for the transformers and high-voltage switchgear located indoors 
or outdoors. The salient features are tabulated. 

Space occupied by th^ lightning arrester equipments has been neglected 
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Indoor. 

§ 

Outdoor. 


iioK.V. 

154 K.V. 

1 10 K.V. 

152 K.V. 

Overall length of building or| 
structure . . . . . . / 

it 

ft 

ft. 

• ft. 

320 

• 

320 

430 

524 

Overall width of building orl 
structure . . . . . . / 

3h 

44 

66 

• 

80 

Ground space occupied, f 
square feet ^ . .*/ 

> 

11,520 

* A 

• 

14,080 

28,380 

41,920 

Height of building or structure 

64 • 


60 

74 


in each case, since it does not affect the sizet)f structure required in the lay- 
outs adopted. The over-a*ll 
length of the outdoor struc- 
tures is considerably in- 
creased on account of the 
connections frpm the oil 
switches to the selectors, 
and thence to the duplicate 
bus-bars. Opposite phases 
pas^ in such a way as to 
double the spacing required 
on the circuit connections 
tapping from the main 
bus-bars. Despite these 
considerations, the iqi 8 
estimated cost for either 
outdoor scheme was 13 per 
cent less than the corre- 
sponding indoor lay-out. 

In order to furnish a 
rather more definite idea of 
space requirements, a large 
number of installations have 
been analysed and the re- 
sults plotted in curve, fig. 

30, This data must neces- 
sarily be regarded as approx- 
imate only, since a wide variation exists in conditions which affect the space 
occupied by the switchgear* There is little difftA-ence between single and 
double bus-J)ar arrangements when these are on pipe structures kidoors. In 
Continental practice, wh(Te cubicles are empfbyed, the ^difference is 
marked, and it is interest/ig to note that in the average case a single-bus 
outdoor structure occupies less space than the corresponding cubicle work. 

To get a common basis, lightning arresters have b«ien omitted in all 

VoL. 11 * 30 
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cases, sinc^ with outdoor structures these are usually outside the steelwork. 

With most outdoor substation equipments it is necessai^^ to provide a 
small operator s house, in which may be located the control switchboard, 
and also the batteiy" and motor generator set which are required for the re- 
mote erectrical control of pil switches. As a rule, the transformers arc of 
the oil-immersed self-cooling type, as these require a minimum of super- 
vision. Where water-cooled transformers are employed, the circulating 
pumps also may be located in the operator’s house. 



n \ 

It is sound practice in a large installation to make such arrangements 
that individual pieces of apparatus can be taken under cover for repair. 
Oil switches and transformers may be mounted on small platforms, between 
which is laid a track for a <cransfer wagon. In any case it is desirable to mount 
the apparatus clepr of the foundations, so as to fl cilitate painting underneath, 
and to prevent rusting lip. v 

In fig. 31 is shown two banks of single-f\'ase step-up transformers, 
and the corresponding high-voltage switchgear. In this case structural 
steelwork has been redupd to a minimum by stringing conductors from 













the power* 8 ti^oi| ^aU the first tt^mission tC|)ii^ ,~The 

economy of such an arrangement is evident at first glance. Il 'wifl be not«S 

that a track is provided 
r“-i ^ so that any transformer 

afflp ^ f unit may be removed 
inside the station for 
repairs. 

' Insulation does not 
pres^ a very senous 
probl^k since the usual 
petticoated form of in- 
sulator can be made ta 
.stand up well, even 
though covered in snow 
and ice. 

Dimensions of high- 
voltage oil switches do 
not vary •widely, since 
they are dictated rather by msulation requirements than those of breaking 
capacity. In the following table average figures are given referring to 
fig- 32 . 
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Fig. 32. — Outline of High-voltage Oil Switch 


Volti. 

A. 

B. 

c. 

D. 


Inches. 

Inches. 

Inches. 

Inches. 

25,000 . 

87 

30 

84 

24 

37,000 

. 94 

30 

93 

25 

50,000 

102 

33 

no 

27 

73,000 

123 

36 

120 

40 

95 . 0 ^ 

143 

48 

124 

48 

115,000 

202 

70 

157 

56 

135,000 

272 

8s 

170 

75 

155,000 

272 

8S 

183 

84 


For the purpose yf preliminary lay-out drawings, the following dimensions 
of isolating switchi§ (fig. 33)nnay be taken as representing an average for 
either indoor or Outdoor use. 


r; 

Voltage. 

A. 

B. 

25.000 

50.000 
# 7^,000 

95.000 
115,000 
i35»ooo 

t iS5»ooo , 

Inches. 

10 

15 

18 

#25 

32 

37 

.1 

Inches. 

24 

. 30 
♦ 36 

1 40 

U 
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Tlie greatest trouble experienced is due to ice forming over tJie contacts 
of isolarin^ Switches, and thus preventing their being opened. Various 
forms of shield have been adopted with more or less success. About the 
b^t device so far produced is embodied in the horn-type switch built by the 
Railway and Industrial Engineering Company cf Greensburgh, Pa., U.S.A. 
This is shown in fig. 34, and c. It will be seen that in the first move- 
ment of opening the contact is given a. twisting wrench which effectively 
breaks any ice which may* have formed under the shields. •The switch arm 
is then free to swin^ open J:o the ful! extent. 

This switch/crves also to illwstrate^a further g:ep towards cheapening 



high-voltage switching apparatus. Several such designs have been evolved, 
in which the arc is transferred to horns, and there broken as in the hom-type 
lightning arrester. As the horns can be and are moved apart once the arc 
is transferred to them, considerable powers may be interrupted* on such 
switches. The one illustrated has been demonstrated gapable of breaking 
4000 to 5000 k.V.a. power load on the 44,000-volt lines 'bf the Georgia Rail- 
way and Power Company. The average arcing *time was 6®sec., and, contrary 
to common opinion, the voltage surges set up under these conditions were 
less than those caused by an oil circuit-breaker pii the same duty. 

Originally made of the non-automatic type, for use with fuses in series, 
automatic overload attachments are now built, as well as'remote electrical 
control mechanisms. The horn-type apparatus can, therefore, fie applied 
to the same service asjpn ap oil circuit-breaker, within its limits of breaking 
capacity. known cases jtransformer banks of 4000 l^.v.a, capacity arc 
protected by these automatjp horn swtehes. 


Note . — Figures 3a, jb, 6, 5, and 9 of this chapter in pocket at end oj volume. 
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CI^APTl^R XI 
• Station* Layouts 


Station lav-outs; automaric generating stations; Thury system' 

1 . Station Lay-outs. — The character of the development has a 
direct bearing on the general lay-out adopted. In a low-head station the 
available space is usually strictly limited by the width of the dam on which 
it is built. This, in turn, is determined by the space required for the 
turbines, since it will hardly pay to make the station floor any larger than 
is required for the proper installation and handling of these units. In a 
high-head proposition the station site can usually be chosen so that ample 
ground space is available. 

In consequence, it is usually found that in the low-head plant there ts a 
tendency to locate the switchgear and possible transformers either on floors 
above the machine-room, or, as is becoming more common, in an entirely 
separate building on the river bank. 

Imarranging the generating sets, it is usually best to place them in a row 
down the length of the station. Practically no difference is made whether 
horizontal shaft sets have the shafts parallel or at right angles to the long 
axis of the station, but the former arrangement is usual in high-head 
plants using impulse- type water-wheels. 

In evgry case sufficient room must be allowed for completely dismantling 
one set. The most convenient method is to Space out the machines so that 
sufficient space for fl^is purpose exists between each pair of generators. Space 
is often saved, hov^ever, by having this repairing area at one end of the plant, 
in close proximity to the workshop. 

Where a common exciter system is employed, the machines should be 
central in relation to the gentfrating sets, so as to reduce the cable runs. With 
individual exciter^ the control switchgear should similarly be placed adjacent 
to the coiresponding generators. 

The total space occupied varies very' little with the character of the develop- 
ment, however. A reasonable average will be toSillow for the main machine- 
room about* 13 c.^ft. per^ k.v.a. of generator cajlacity. In a very compact 
lay-out this raay go as low as 8 or 9 c. ft, while cel tain plants planned on very 
liberal lines have occupied up to 25 c. ft. per k.v.a. 

Since nearly all hydro-electric stations operate in conjunction with high- 
Voltage transmission lines^, the space occupied by switchgear and trans- 
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formers also approximates reasonably to an average In this case'the average 
is about 10 cr. ft. per k.v.a. of generator capacity, irrespective of transmission 
voltage, the limits in cases examined being from 15 to 5 c. ft. 

Although in the typical stations which are illustrated hereafter mnly the 
Southern Power Company’s Wateree plant has all transformers and higl^ 
tension switchgear out of doors, this must be recognized as the coming prac- 
tice. Isolated examples already exist in Norwa\ , France, Italy, and Spain> 
and their successful operation will undoubtedK be followt^ by many Euro- 
pean installations. Jt has^even beeA proposed to place the whole generating 
plant outside, merely providing ?»portal^le cover for use during repair work. 
The recently planned Mussel Shoals development. m Alabama was originally 
scherged along these lines. It has finally been decided to adopt the conven- 
tional type of station building, but the completely outdoor generating station 
will doubtless arrive in the near future. 

Conditions vary to such an extent that it is quite impossible to lay dQwn 
rules for proper station design. A study of typical station lay-out drawings 
serves this purpose better than much written matter. Certain essential 
features, however, require special consideration. 

In small- and medium-size plants no special provision needs to be made 
for ventilating the generators. The fans on rotors can circulate sufficient 
air drawn from the room to keep the machines cool, and at the same time the 
rofim temperature will not become exTessive. A loss of 1 kw.-min. will 
heat up 1800 c. ft. of air through r C. when starting from ordinary room 
temperatures. \Miere forced ventilation is not resorted to the difference in 
temperature between incoming and outgoing cooling air should not exceed 
18 C., and is preferably kept lower, so that the actual air volume necessaiy 
per kilowatt of generator loss will be from 1 00-150 c. ft. per minute. 

Although special means are not necessary for ventilating small machines, 
certain precautions must be observed. The machine should not stand over 
or partly in an unventilated pit which will act as a pocket for heated air and 
prevent adequate cooling of the bottom coils. Similarly, the generators must 
be kept clear of walls, and evS*(:)ecially of overhanging structures wfiich would 
interfere with, proper convection. On larger machines it is essential to 
leave nothing to chance, and arrangements are juade to draw from outside the 
building all the cooling air required, dhis may be returned to the exterior 
in hot weather, or may be discharged into the power station in the winter. 
Each machine is treated as an independent unit*\tith its own ventilating duct. 

It is general to arrange so that outside air comes into the pit beneath 
the generator, which is sealed off in such a way that all air must be drawn 
through the rr^achine frame, and thence discharged. Air filters are not 
usually necessary with the Jtmospheric conditions' prevailing around a hydro- 
electric plant. 

The air ducts to each ’machine should be kept as short ;pd straight as 
possible, and unavoidable bends made with a wide sweep. The inside radius 
at a bend should not be less than three-quarters of the duct width. The 
duct area should be such as to ensure a maximum air velcibity of 1000 to 1250 
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ft. per minuVe. Special fans are not usually necessary to obtain a sufficiency 
of air. The difference in level between intake and discharge can generally 
be arranged to create an ample natural draught. The exception to this general 
case is a slow-speed machine, where separate fins may be required. In this 
case a cohimon air-supply chamber may be adopted, with a stand-by fan in 
addition to that required for normal working. Means should be pro- 
vided so that the duct from an idle fan, or to an idle generator, can be closed 
• off, and thus prevent loss of air. The pressure to^be maintained in such a 
forced-draught system is quite ^small, Sufficient only tr) ensure a definite 
current of air to the machine. ^ ‘ 

The large volume of oil in transformers is generally held to constitute 
a special fire hazard. When they are placed inside the station buildi/ig, it 
is customary to isolate them withlh separate fireproof cells, the front of which 
can be closed by automatic fire doors. In certain (Continental stations these 
cell^ have been arranged so that they are parted off completely from the 
main machine-room, the opening being in the outer wall of the station, with 
the transfer track outside. Where the transformer must be under cover, 
this arrangement is excellent, although it usually involves special ventilating 
arrangements, since the fird doors must frequently be closed on account 
of the weather. This, of course, only applies to oil-immersed self-cooled 
transformers. 

Self-cooled transformers in open-fronted cubicles should stand at least 
two feet clear of all walls. Where the fire door may be closed on account 
of weather, the transformer must be supplied with cooling air at the rate of 
about 145 c. ft. per minute per kilowatt loss. In such cases, however, it is 
more usual to employ water-cooled transformers, or preferably to use trans- 
formers with external oil coolers. The latter construction is free from the 
risk of breakdown due to the presence of water in the oil, which may happen 
with a defective \Vater-piping system. 

Arrangements must be made for the easy handling of large power trans- 
formers. Where these are not under the main crane they should be mounted 
on rollers, and should stand on an elevated platform, in front of which is 
run a rail track for a»transfer truck on to which any transforn^er unit can be 
rolled for transfer to the repair^shop. 

Too close attention cannot be p^id to the wiring of a power station, both 
as regards main conductors and also th^ auxiliary connections. In America 
it is almost standard practfqe to draw everything through fibre conduits 
which have been laid in the flooring before the concrete has been poured. 
Such an arrjingement is v^ry inflexible, since changes in connections involve 
either abandoning a conduit and laying new, or else chipping out much build- 
ing material. On the othe! hand wiring so run i*s practically fireproof. 

High-voltage conductors will always b^e carried on insulators and entirely 
open. For th^ main low-Vension conductors alsovthis practice is desirable, 
providing that special tunnels can be employed. Trenches in the main floor 
covered with chequer plate are bad, since water may enter when the floor is 
being washed dowrf. 
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The small wiring from switch cubicles to control board should always 
be run in armoured multi-core cables, which can then be carried through 
the main cable tunnel, or the ordinary passage ways of the building. 

2. Typical Lay-outs. ^ "I'he following pages give details of a 
number of typical station lay-outs. ^ * 

* New England Pozver Company stations known as Nos. 3 and 4, 
situated on the Deerfield River, are practically duplicates. The essential 
difference is in the location. No. 3 being built on an extcHsion of the dam 



structure (fig. i), while in the case of^No. 4 water is received through steel 
penstocks about 160 ft. long 

In each case the horizontal shaft water- wheels are located outside the 
building, through the wall of which a shaft connects' to the genera tprs. This 
arrangement is very economical of building space. 

The three water-wheels !n each station are of flie double-runner central- 
discharge type, running at 257 r.p^m. under a head of«f)0 ft.* These are 
coupled to 1600 k.v.a., 60 c}'cle, three-phase, 2300 vo!t generator^. The shafts 
and bedplates ot these sets are made extra long so that the entire stator may 
be racked clear along slides when repairs are necessary. 

•Illustrations reproduced by permission of the New England Power Company. 
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A comiiion system of excitation is adopted, D.C. being furnished from two 
motor-generator sets, either of which is large enough to take care of the three 
generators in the station. A small battery permanently floats across the 
excitation bus-bars, this being primarily ipteiided for oil switch operation. 
It is, however, large enougfi to supply excitation current for a few minutes 
in case of a total shut-down of the system. 

Both exciter sets are served from a single oil switch from the 2300-volt 
bus-bars (fig. 2)- The failure ot this switch would, therefore, involve a 
complete shut-down until it waJ replacM. 

All oil switches on jhe 2300-voJt system are non-automatic. Power is 
stepped up to 66,000 volts, at which pressure the stations are tied in with all 

others on the New I^ngland 
i Power Company’s system. 
The 66,ooo-volt feeders are 
run in duplicate, and the 
circuit-breakers are fitted with 
cross-connected overload and 
reverse relays.* 

The control switch-board 
is centrally located ‘ on the 
machine-room floor, with the 
low -tension sw-itch cubicle!? at 
one end of the main floor. 
The upper floor is devoted 
to the 66,ooo-volt swdtch- 
gear and the transformers, 
dlie battery is -located on a 
light gallery above the 2300- 
volt swdtch cubicles. 

The lay-out of these 
stations furnishes a good example of the methods which may be adopted 
when low first cost is of primary importai1\:c, and where absolute safety 
and continuity of operation may have to be sacrificed to ^some extent to 
secure this economy. , 

* Olten-Gosgiin Station, SzvitMand . — This station was only put into 
service at the end of 1917, and furnishes an excellent example of up-to-date 
Continental practice. As^will be seen from the plate (figs, and 3^), 
only the machine-room stands on the dam, the switch and transformer 
building l^ing built as ^n annex on the bank on the down-stream side. 

The building is laid out for eight generating units, of which six are at 
present installed. ThesI; are all 7000 k.v.a., three-phase, 50 cycles, 8000 
volts, driven by Francis type single-rpnner water-wheels at 183*3 ^-P ^* 
under a head^of approximately 52 ft. 

In arranging the lay-out, unusually generous space allowances (from the 

* The contractors for this station were the Motor A. G. fur angewandte Elektrizitfit, 
Baden, Switzerland, wVo furnished the illustrations and gave permission for this description. 
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Fig. 2 — New Enginin’ Power Companv, Shelbournt l-'aHs 
Diagram of Connections 
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British point of view) have been made, but by this means several novel 
features have been incorporated. The machine-room contains approxi- 
mately 25 c. ft. per k.v.a. of final generating capacity. At one end is 
left a clear working space in whifh repairs can be effected. To this point 
rails are run from the transformer room, so tha^ any transformer unit may 
be taken on its transfer truck to a point at which it can be handled by 
the main travelling crane. A vacuum tank is provided, this being large 
enough to hold a complete transformer. A second set »f rails connects 
the machine-room and the^ workshop, where a fuh set of machine tools is 
available. ^ 

Separate ventilating air ducts are nett installed, but the generators are 
mounted on pedestals, clear of the floor, so that air can be drawn from below 
and discharged through the top of the machine. A cable tunnel is run 
beneath the machine-room floor, and thence to the low-tension switch- 
gear annex. • 

As will be seen from the sectional elevation, the main control-room is 
at one end of the machine hall, raised high up so as to command a good view. 
Generator control is centralized on the desk facing the window. Although, 
ngrmally, all operations are carried out at this p*()int, a second control pillar 
stands on the machine-room floor, adjacent to each machine, and in case of 
emergency full control may be effected there. 

•^fransformers and feeders are controlled from a desk switchboard facing 
the generator desk, and at the back of this are panels for all relays and 
graphic instruments. All desk tops are of cast iron, and have a dummy 
diagram cast upon them. Magnetic signals show tho position of all oil 
and isolating switches. , • 

It will be noticed that a shallow floor is provided beneath the control- 
room floor. In this space all small wiring is run, and bunched into multi-core 
cables to the switch cubicles. The wiring inside the desks is thus kept as 
clear and simple as possible. 

All generators are protected with reverse power time-limit and^ overload 
time-limit relays, while the oth^r circuits have overload time-limit relays only. 
These relays wprk in conjunction with automatic-current limiting regulators 
on each generator, so that under fault conditions the excitation is reduced 
as low as possible before aay circuit-breaker operates. • This, or some 
similar device, is very commonly uj^ed in Continental practice to limit 
the rupturing capacity necessary for the circuiftrbreakers. 

As in the machine-room, ample space has been provided in the transformer 
and switch house. This building is subdivided into*several hreprogf sections, 
which are fitted with fire doors to entirely enclose each section. This neces- 
sarily involves the^mployment of greater space, but distinctly improves the 
safety of the plant as a whole. Thf\ floor-space devoted to the high-voltage 
switchgear could probably have been considerably reduced. • Referring to 
the section AB, a more usual arrangement would be to raise the bus-bars, 
and to put the transformer and feeder oil switches beneath. This would 
avoid the rather awkward crossover beneath the^floor in*the bus-bar roomp. 
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The large 'room space devoted to the horn lightning arresters would be 
saved in standard American practice where all arresters woirid be out of 
doors. 

Beneath all oil swatch and transformer , tanks are drain sumps to lead off 
any oil which may leak ou^. Within each fireproof room the switch tanks 
are again enclosed in concrete cells with sheet-steel doors. A passage runs 
at the back of all oil swatches (from w’hich it is separated by a concrete w^all), 
the switches beiifg operable from this point, eithdr electrically or by hand- 
wheel. * * ^ * 

A magnetic indicator is placed yi each 8ooo-volt selector switch cubicle 
to show the position of the corresponding oil swatch on the floor below. In 
operation the switches are paralleled on both high- and low -tension^ sides. 

* Wateree Generating Station*~Thc Wateree plant of the Southern Power 
Company is the most modern of large American water-power stations, 
having only been put into operation in December, 1919. It presents many 
features of novelty. 

The station is erected on an extension of the concrete dam, in w hich are 
formed the wheel chambers and draft tubes (see fig. 4). This portion of 
the concrete work is reinforced with steel. 'Fhe building houses the genera- 
tors and low'-tension switchgear only, the step-up transformers and i 00,000- 
volt switchgear being outside. 

There are five 14,000 k.v.a., 6600 volt, three-phase, 60 cycle generators, 
driven by Francis turbines of the single-runner vertical-shaft type at 100 
r.p.m. The normal head is 63 ft., operating range being from 55 to 75 ft. 

Cooling air for the generators is brought through openings in the station 
w'all, between the trarjsformer brackets, and thence into an air-way wiiich 
runs beneath the generator floor, through the whole length of the station. 
Air is thus drawn from beneath the generator frame, and the hot air dis- 
charged into the machine-room. 

Each generator has its own direct-driven exciter, and as no series rheostats 
are used, ^ the field slip rings are mounted on the upper end of the shaft, 
directly above the commutator. A spare fnotor-driven exciter supplied 
from the station sendee transformer can be connected in pl^ce of any unit 
by means of jumper cables. , 

Control is effected from a de^k-type switchboard located on a gallery 
at that end of the powder station neaiv^st the switching station. It is thus 
possible to view the high-voftnge switchgear from the gallery windows. Gene- 
rators are hand controlled, no automatic voltage regulators being employed. 
The excitQT shunt rheostks are electrically operated, and are mounted close 
to their respective generators. Simultaneous control for these rheostats will 
shortly be added. 

Normall5^ each •generator and its corresponding transformer are operated 
as a unit, synchronizing on the high-tension side only. Low-tension transfer 
bus-bars are located in the ventilating air-way beneath the machine floor level, 

Drawings and description included, by permission of Mr. M. R. Kimbrell, electrical 
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^0 that it is possible to connect any machine with any transformer (see dia- 
gram fig. 5). ' 

In the usual arrangement the transformers would be located in the high- 
tension switching station, requiring a considerable length of heavy copper con- 
nections on the low-tension side. In this station the transformers are located 
on masonry brackets built out on the main substructure of the station. The 
neutral bus-bar for the high-tension side of the transformers is suspended on 
insulators from these brackets. From the general drawing of^he plant (fig. 6) 
it will be seen that thpe transformers are spaced out to the generator centres > 
and that between them have been*>built s^mall annexes in which are the low- 
tension generator and transfer circuit-breakers. The run for heavy copper 
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I 1 C 5 — Soutlicrn Power Companv, Watcrcc .Station. Diagram of Connections 


connections from generator to fransformer has thus been reduced to a mini- 
mum. These qpnnections are of bare copper strap, supported on insulators, 
and are run in the ventilating air passage, an ynusual feature in American 
practice. A veiy^ small statioa building is obtained, the space amounting 
to only 9 c. ft. per k.v.a. of generat9r capacity. All transformers are on 
rollers, and can be taken inside the station for grepairs. A pit is provided 
at one end of the station floor to facilitate the removal of the transformer 
from its tank. 

The high-voltage station is on the river bank, the distance from the power 
station being dictated by the angle at which the iSo-kv. conductors can be 
strung. This equipment is carried oji a reinforced ^oncreW platf6rm erected 
high on pillars to be above high-water level in the event of floods to which 
the locality is liable. This platform is level with the generating station floor, 
and is connected with the station by a raised concrete footwalk. The lattice 
steelwork for supporting bus-bars and isolating switches fe of a type which* 
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has been standardized by the Southern Power Company, and which is em- 
ployed in all their high-voltage outdoor stations. 

Four of the outgoing feeders are taken across the river, connections from 
the switching station going straight to the ‘crossing terminal towers. The 
fifth feeder serves to tie in with the system of the Yadkin Power Company. 

No lightning arresters are used on any of these ioo,ooo-volt feeders, 
complete reliance being placed on the general system insulation, and on the 
ground wire which runs above all transmission fowers. 



fig. 7. Coryiecticut L & P Companj, Stevenson Station. Diagram of Connections 


* Stevenson Ration, Connecticut L. & P. (^0.— This station has only been 
put into commission within the past th^ree or four years, and may be considered 
representative for a plam^of medium capacity, in which all high-voltage 
apparatus is contained within the main building. 

At present tliere are three generating units, each 75ook.v.a., 6600 volts, 
three-phase, 60 cycles, driven by vertical turbines which operate under an 
average head of 95 feet.* The station stands tipon an extension of the dam 
structure, ‘on th# top of which also runs a main roadway aerpss the river. 
Space in th^e machine-foom is approximately io-2 c. ft. per k.v.a., and in 
the transformer and switch section approximately ii c. ft. per k.v.a. 

The general system of connections is shown in fig. 7. Correspond- 
• 

* Drawings reproducec^ by permission of Mr. Miles, Connecticut L. & P. Co. 
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ing to each generator is a bank of 3 single-phase transformers, stepping 
up to 66,000 'Volts. Power is transmitted overhead to the main switching 
station of the system at Waterbury, where is also tied in a steam plant of 
30,000 k.v.a. capacity. 

An air duct, common to all generators, runs, beneath the machine floor, 
air being drawn from outside the building and discharged into the machine- 
room. 

Each generator has its hv\n exciter, the capacity of one ex^-iter being suffi- 
cient*" for two generators. ^Electrically opeftted switches, located close to 
each machine, iire connected as s}y)\vn in fig. 2, p. J50. In addition there 
is a stand-by motor generator driven from the station service bus-bars, 
and tlt^s can be connected to any or all of the generator fields. 

Control is effected from a gallery ccntrallC located on a longitudinal wall, 
all switches being electrically operated. Electrical gate control is also cen- 
tralized at this point. In the sectional drawing, attention is drawn to the 
conduit trench beneath the control desk. This enables a workman to stand 
at ease when attending to the small wiring. The separate rheostat room 
opens from tha machine-room, and a ventilating duct is taken from the rear 
of this room to the stairway leading outside the building. All rheostats are 
hand operated through chain drive. 

Each bank of three single-phase transformers stands within a fireproof 
contrete cubicle. The cubicles open into the machine-room, but roller 
shutters are furnished so that any bank may be shut off in case of trouble. 
Sufficient space is allowed so that any unit can be drawn out under the crane 
in the machine-room. Cooling water for these transformers is taken from 
behind the dam. ■* 

Cables from the generators to the low-tension switchgear and all other 
wiring about the station is drawn through fibre conduits embedded in the 
concrete work of the building. 

The 6()00-volt switchgear is arranged in conventional manner in concrete 
cubicles. These are arranged symmetrically about the control desk, from 
w’hich they are separated by aut^imatic fire-doors. Similar doors are arranged 
midw^ay along v"^ch line of cubicles. Although all the 'switchgear, e.xcept 
the lightning arresters, is inside the building,^ outdoor tvpe bushings and 
insulators are employed on account of ‘the dense fogs and mists wLich 
prevail. The increase in cost woufii only be slight, although ordinary 
indoor apparatus would no doul 5 t have withstoiid the conditions. 

Connections to the outgoing feeders and the lightning arresters are taken 
through roof bushings. As will be seen the choke foils are mounted imme- 
diately before the point at which the tapping is taken to the arresters, an 
ideal position. Stviarate h( 5 rn-type switches are installed to disconnect the 
lightning arresters, should this be desirable for ins^ectiom purposes. 

^ Shazoinigan and Pozver Company, Station No. 2.-- 'I'he plants of 

the Shaw'inigan Water and Power Company afe located to the north of Trois 

• Description and lUustrations reproduced by j^ermission of Mr 1^. J. Reid, Shawinigan 
Water and Power Company. 
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Rivite in the province of Quebec, and arc employed to acryc the city of 
Montreal, 87 miles away, through a ioo,ooo-volt transmission system. The 
first station was in its time one of the largest hydro-electric developments. 
The N^. 2 station was put into operation^inrNovember, 1911, and although 
it has been dealt with in th^ technical press, it possesses certain features which 
render a repetition desirable. 

The original equipment consisted of two generating units, 14,000 k.v.a., 
three-phase, 66qo volts, 60 cycles, driven by horizintal-shaft water-wheels at 
225 r.p.m. under a head of 145 leet. * The turj^ines arc of the twin spiral 
case ty^pe, receiving wa^er at the bqttom and discharging inyfard to a central 
draft chest. The turbine room is walled oif from the main generator 
room. ^ 

There are now five generating units which \\ork in groups of two, with 
the fifth unit centrally located, and thus able to assist either halt of the system. 
Normally each generator is connected through a reactance coil to its own trans- 
former and thence to the corresponding transmission line. The total re- 
actance is 23 per cent to the high-tension line switch. 

Figs, 10, II, and 12 show only the first installation laid out for three 
units. The final extension has been carried out on the same lines. 

Excitation is obtained from two ^00-kw., 12^-volt water-uheel driven 
sets, and a third unit of similar size, driven by a motor served from the station 
senace transformer. In addition it is possible to connect the common 
excitation bus-bars either to the auxiliary battery provided primarily for oil- 
sw'itch operation, or alternatively to the D.C. supply in the adjacent power 
house No. I. It will thus be realized that the possibility of entirely losing 
exciution (an occurrc^nce not unknown \vKere a common bus-bar system is 
employed) is fully guarded against. 

Throughout the design of this station continuity of service and safety 
of operation havJ been kept to the front. The resulting arrangement is not 
perhaps the most economical of space, but is of considerable engineering 
interest.. 

The transformers are of the three-phase, dil-immersed, water-cooled type, 
delta-star connected, with the high-tension neutrals earthed through 100 ohms. 
Each transformer is in a separate cubicle below the machine-room floor level. 

A portion of th^ floor is removable, enabling the transformer to be drawn 
forward and then lifted by the main .crane. 

The low-tension switchgear corresponding to each generator stands on 
the main floor level, within a concrete walled room, the arrangement being 
such as W entirely prevent the spread of fire should one occur above an oil 
circuit-breaker. 

Similarly, the ioo,oo(J-volt switch-room is divided up with fireproof walls 
between efreuits,* these jlso separating .the oil switches from the rest of the 
equipment. • All disconnecting and selector switches are three-pole mechani- 
cally operated from the passage way outside the dividing wall. The design 
of these switches was developed by the Shawinigan Coinpany’s engineers. 

Three-pole s\fitches of this kihd lend themselves to signal arrangements, 
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and pilot lamps in connection \\ath^the dummy diagram on the,mam control 
desk indicate the position of every oil and isplating switch in the station. 

All generators have balanced current protection, with automatic field 
switches. The transformers also are ftrotected with ‘balanced current* 
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apparatus, while on the ?iigh-tension lines is Employed a peculiar system 
of protection, wlvch operates by eartljing momentarily any cj»*cuit which 
develops a fault, and thus causes the circuit-breakers to open on overload. 

3. Comparison of Connection Systems.— A review of the systems 
of connection employed in the five typical stations described will be of 
interest . 
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The plants at Shawinigan and at Wateree are of the same generating 
capacity and in many ways are similar. In each case normal operation is to 
connect each generator to its own transformer and iio,ooo-volt transmission 
line. Each has a single 66oo-'\iolt^ transfer bus and duplicate bus-bars on 
the iio,ooo-volt side. 

With either arrangement it is possible to alter the grouping of generators, 
transformers, and feeders without interrupting supply, the final separation 
of circuits being accompli?ihed with an oil switch. Normj^l requirements 
as to 'flexibility are therefore ser\’ed, ^iltlioiig*/! it will be noted that in the 
case of Wateree h smaller number qf oil switches is rt^quired than for Shawi- 
nigan. * 
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I ~ — bhauiiiig.in \^aic’r and I'owt-r Company . No z Station 
Diagram ot Connections 


The duplication of oil switcljes at Shawmigan, however, *ipakes it possible 
to isolate any oil switch for repairs, cleaning, or change of oil without shutting 
down the unit to which it is conneefed. This cann^! be done with the Wateree 
connections, where it is essential to arrange for the temporary transfer of 
load through some other circuit when it is desired to ^’ork oh^he oil f witches. 

In the Stevenson station, generator and transformer are worked as a unit 
and are paralleled onjjigh-tenlion bus-bars. This artangement is increasingly 
popular in tfys country, in stations wjiere the bulk of pow’^r generated is to 
be transmitted to a distance at high tension, and wdftre the capacity of out- 
going feeders cannot be made uniform or be estimated closely beforehand. 
In Stevenson re-grouping of machines and transformers is made possible 
by the use of a bus-fie oil switch on both lew- and high- tension sides. 
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A mam and auxiliary bus-bar is used on the low-tension side to facilitate 
operating local feeders off any combination of generators. 

The connections employed in all these three stations do not lend them- 
selves conveniently to balanced current protection of transformers, since 
the same pair of oil circuit-breakers are not always used on high- and low- 
tension sides. To be more explicit, let us consider the Wateree diagram. 
Normally, generator i works with transformer i, and generator 2 with trans- 
former 2, and sp on. If the transfer bus be in use‘generator i may be working 
with transformer 2, in which Case the '"oalanced relays across the latter 'would 
be required to operate^ transformer 2 high-tension circuit-breaker, and also 
generator i circuit-breaker. 

If coarse relay settings are permissible, a selector switch can be employed 
to change over the relav wiring when the transfer bus is in use. Otherwise 
it would be necessary to balance each high-tension series transformer against 
every^ low-tension protective transformer, a long and expensive matter. 

From this point of view the switch arrangement at Olten-Gosgcn is pre- 
ferable, since here every transformer has its independent oil circuit-breaker on 
high- and low-tension sides. Generally, however, the extra expense involved 
is such that engineers prefer to have their protective relay temporarily cut out, 
or set high during the time the transfer bus-bar system is in use. * 

The duplicate high-tension transfer bus-bar system at Olten-Gbsgcn is an 
unusual elaboration, especially in a station having so few feeders. On the 
low-tension side, the duplication is necessary to deal with the local feeders 
at generating voltage. 

The connection system employed at Shelbourne Falls is an excellent 
one«for a comparatively small plant, apartTrom the exciter control to which 
reference has already been made. Particular note should be made of the 
arrangement of high-tension selector switches which makes it possible to 
isolate either oil' switch for cleaning, while keeping both of the transformers 
and the lines in commission. 

4 . Automatic Generating Stations.— A definite step in engineer- 
ing advance was taken when in October, 1917, the first automatic generating 
station was set in operation. This is on the system of the Iowa Railway 
and Light Company, where jt operates in parallel with a steam plant of some 
19,000 kw. capgcUy, situated abefut two milQS away. 

The automatic station contains , three 500 k.v.a., 2300 volt, two-phase, 
60-cycle generators, driA^^n by Francis-fype water-wheels running at 60 
r.p.m., under a head of 10 ft. Normally the starting and shutting down of 
these set? is accomplished automatically through the medium of float switches, 
affected by the rise and fall of the level of water above the dam. Provision 
is made, however, so that these operations, 2^ well as the indifidual gate 
openings, tan be«controlled by push buttons in the main power Jiouse. Here 
there are al?o installed a full set of instruments enabling the working of the 
automatic station to be watched. To this end, 54 control conductors arc 
run between the two stations, in addition to the main power conductors from 
t the automatic st^cion bus-bars. ‘ 
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The various steps in the operation of starting and stopping are effected 
by means of ^ motor-driven controller, and a series of industrial-type con- 
tactors. For full details of the means adopted, and diagram of connections, 
reference should be made to th^i p^per by Messrs. J. M. Drabelle and L. B. 
Bonnett, “ The Automatic Hydro-electric Plant ”, Trans. American 1 . E. E., 
1918, Vol. XXXVII, Part II, page 1367. 

Here it may be summarized that the dosing of either a float switch or 
the corresponding push button in the main steam generating station results 
.n the following sequence: « 

1. Motor-driven controller starts. 

2. Motor-driven exciter set starts. 

3. (late is opened to a limited extent. 

4. Motor-driven contrciller stops till generator reaches speed, when it is 

re-started. 

5. Generator without held is connected through reactances to bus-bais 

which are permanently tied into the main system. 

6. Weak held applied to generator, allowing it to be pulled into synchro- 

nism by the main station. 

7. Field increased to normal. 

8. Reactance short-circuited. 

Gate opened farther till generatoi carries normal full-load current. 

The whole of this process ocupies less than one minute. 

When starting up from a standstill, energ}' for the servo-motors may be 
drawn through transformers from the main station. If* there is power on 
the bus’bars of the automatic station, the transformers are connected thereto, 
change over from one source of supply to the other being effected auto- 
matically. 

When a float switch opens, or the shut-down push button in the main 
station is closed, all conductors controlling the generator concerned are 
opened and the motor-driven controller returns to the start position. The 
exciter is not affected, howevef! unless this be the only generator operating. 

There are two exciter sets, each driven by a 2300-volt induction motor, 
either being large enough to excite all the generators. A double-throw hand 
switch is provided so that either one or the other will be started automatically 
with the first generator to be put on lead. 

The provisions for ensuring safe operation .\Then running are of con- 
siderable interest. The gate movement is controlled by^ a contact-making 
ammeter, which, through suitable contactors, reverses the motor and closes 
the gate should tlie currer^t exceed a certain amount. If the excessive 
current is due to •trouble in the generator winaing, an overload inverse 
time-limit rtlay should operate to open the generator cc^tactor as well as 
the exciter motor circuit. The generator and exciter are similarly shut 
down should the frequency exceed 64 cycles, or should the exciter voltage 
fall below a certain ^limit. 

In the event of failure of A.C. voltage, all contactor ntagnets would lose* 
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their supply and drop out, leaving the controller motor so connected that 
as soon as pressure is restored, it turns the controller round to the start 
position. 

Thev*mostats are provided on the machine bearings, these operating 
to shut down the sets in the event of overheating, in the same manner as the 
overload relays. 

Should a “ stop ” button in t»he main station^ be pushed, the first con- 
tactor to open tdi es control, so that even though a “ start ” button be pressed 
immediatelv afterwards, the automatic devices in ithc station must go through 
the whole sequence of 1 )perations for stafting up. In thii^ way any chance 
of a running machine being momentarily disconnected and then thrown in 
out of step is avoided. # 

Such a plant as this is, after all, only an eh^boration of the automatic 
rotary converter sub-stations, now widely used in America. These in their 
turn were merely new applications for the contactor type of control gear which 
had been working in industrial fields with the greatest success for some years 
past. The components are consecjuently well-tried pieces ol apparatus, 
and the problem becomes more one oi interlocking and a'djustment. In 
the early stages, a considerable amount of care and adjustment was doubtless 
necessary, and at all times periodical inspection of automatic devices and 
contacts is essential. 

The automatic generating station appears eminently suited to sysftms 
W’here numerous small-power falls are available. In such a case the e.xpense 
of an operating staff at each place would be prohibitive, but if each station 
can be made autontatic, and all linked on to a common distribution system, 
the libour cost can be. reduced to a minimum. This might easily make pos- 
sible a development which would be unable to pay a reasonable return on 
investment, w’ere stations requiring full supervision to be installed. 

Future generating stations along these lines may well be expected to be 
simpler, but also more •‘adequately protected, for instance, the alternative 
control from a distance will heavily burden a- project if for each generator 
some nine or a dozen control leads must be Vun, as in this case. It will be 
necessary either to’ dispense with some of the remote control features, such 
as indicating instr,uments at .the central point and remote gate control gear, 
or else find a new and simpler means for effecting control. 

Central control wa)uld be highly desiralde in places wfierc several small 
automatic stations are situated on the course of the same stream or river 
in order to ensyry that^the water is used to best advantage at all points. 
Without means for shutting dowm certain plants from a distance, it would 
be necessary for an operator to be more or less (jonstantly between the plants 
to perform this duty. 

It has been pofnted o^it that the automatic generating station is a develop- 
ment of the^ automatic rotar)^ converter, sub-station. Alain control of the 
latter is effected in one of two ways, either by a motor-driven controller 
(as in the Iowa generating station), or else by a suitable sequence of relays. 
*The relay scheme *lias much in its favour, since the actual conditions prevail- 
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ing with each machine controlled determine the movement of tne starting 
devices. The motor-operated controller moves forward more or less 
“ blindly ”, onCe it is started. The relative lengths of the contact segments 
are based on the time necessary ^to perform each step in the starting operations. 
If anything stalls the motor will still pass on m the next step. If sequence 
relays are used, the stalling of a machine would cause a stop, either until the 
machine had got away, or until the trouble was repaired. 

A further advantage, which, however, is only of secondary importance 
in a 'generating stati(\n, is tjiat the rehy schclne gives a quicl^er start if every- 
thing is in go(W order, since tlu* segments on a controller must of necessity 
be long enough to allow’ a start under had conditions. The longest time thus 
becomes the only time of start with the motor-driven controller scheme. 

The automatic protection for each generator should be that desirable 
in a conventional powder Station, i.e. balanced current relays in conjunction 
with a field killing de\ice, and these should operate to shut dowm only that 
section of^he plant affected. Thermostats, over-speed trips, and direct- 
current low-voltage relays should be employed in addit.’on, in a manner 
similar to that. described above. 

Ifi the case of the Iowa plant, operation \% considerably simplified by 
reason of the large steam station with which it is connected, since the latter 
will control both voltage and frecjuency, making special automatic arrange- 
mants in the small station unnecessary. 

In the majority of cases this condition cannot be expected to hold. Arrange- 
ments must therefore be made to apply voltage regulators to the generators, 
these regulators being cut out of circuit until the machine is on full field and 
the synchronizing reactances short-circuited. ^ • 

Frequency control is of considerable importance in any system where 
power is used for industrial purposes, since the speed of motors, and hence 
of driven machinery and its manufactured output, varies directly with the 
frequency. The type of speed-limit device use^l in the Iowa station is 
not sufficiently sensitive to be worked independently, neither can the ordinary 
hydraulic turbine governor he depended upon to keep speed within say 
± I per cent ^t all loads. At least one American manufacturing concern 
has developed an electrical instrument to operate within this range, to keep 
the frequency commercially constant. ‘ , 

Since the above was written, l,wo other automatic plants have been 
started up. In these remote Control is dispep^ed with, and relay starting 
adopted. Further installations of this type are pending. 

5. The Thury System.— Although it has Tound'o^iily a very limited 
application in practice, some attention must be given to the Thury system 
of generation and transmission with high voltage* direct current. With this 
system all ^^enerators and motors at;e in series, the currei^t remains constant, 
and the voltage is varied according to the power* demand. Jt can thus be 
considered as an elaboration on the earliest methods of distributing D.C. 
for arc lighting. The Thury system w’as, in fact, developed before alternat- 
ing-current transruission w’as practicable: 
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At the ^outset it must be recognized that the system possesses certain 
advantages from the point of view of transmission, but it is totally unsuitable 
as a system for the distribution of energy. Motors must be designed to take 
a constant current at a voltage varying acco;[ding to the horse-power. In 
most ca*ses this will involv^ insulation for a much higher pressure than is 
usual on D.C. motors, with the attendant elaboration of commutator design. 
Although the pressure across terrpinals will not exceed the practical limits 
for winding insulation, the voltage above earth ma^ be far greater, and conse- 
quently ever*}' motor frame has td be insulated frorn earth. 

Every motor used on this system re(j,uires a governor Vo prevent the 
speed varying with the load. Such machines are not includeci in the standard 
lines of manufacture, and would have to be built specially in each case^ The 
first cost is naturally much higher than thut of a motor used on the usual 
A.C. or D.C. systems. 

In practice Thury transmission lines always terminate m a sub-station 
in which the energy is transformed in rotating machinery either to D.C. 
or A.C. for constant voltage distribution. 

Considered solely as a means for transmitting energy in bulk from one 
point to another, the Thury system has usually been found more expensive 
than high-voltage A.C, The most important installations are thosb of the 
Societe de Force et Lumiere of Lyons, France, the Metropolitan Electric 
Supply Company in London, and the transmission by submarine cable fnom 
Trollhatten, Sweden, to Copenhagen in Denmark. 

In principle the system is extremely simple. All generators are series 
wound and connected in series, electrical control of each being by means of 
a rota{;v switch to short-circuit the machine When not required. As the line 
current must be maintained constant, each generator has a governor which 
either varies the speed of prime mover, or, if the speed of the latter must 
be constant, shifus the brush rockers. The former method is the more 
usual. , 

Accuracy of speed governing is of no great importance as the machines 
will properly subdivide the load even with difference of speed as much as 
10 per cent. When starting up the valve is opened with the gperator short- 
circuited. As soon as it has built up to normal current the rotary switch is 
moved so as to replove the short-cilcuit and injtroduce the generator in series 
with the system. „ 

This latitude in operatili^ conditions, cdupled with the entire ease with 
which a generator is put in service, makes the system very suitable for cases 
where ma^y smafi sources of power are required to serve a common trans- 
mission system. 

The maximum voltage*per commutator so far constructed is 5000. The 
system pressure may be as high as 8o,oog or 100,000 volts, thus giving a very 
large number, of generatiilg units. As stated previously all generator frames 
are insulated, and it is usual to ^surround the machine with a wide insulated 
platform to ensure safety for the operators. 

, The principal advantage of this system would appear to lie in the absence 
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of capacity and induction effects. This alone may make a careful study 
desirable in future cases where much higher A.C. voltages than now used 
seem to be essential. 

Suitable cables for high-voUag^ D.C. have been constructed for pressures 
of 70,000 to 80,000 volts, and these have been use for a sufficient term of 
years to prove their entire reliability. When the point of consumption is in 
a city area, as is usually the case, it is a great advantage to be able to bring 
high-voltage cables right in, instead of being forced to er^t a transformer 
sub-station on the outskirts of the city. 

As rotating*machinery is alw;‘^s required at thy, terminals of a line, no 
added difficulty is found when using the Thury system to tie between A.C. 
stations of various voltages and frequencies. It was largely for this reason 
that Mr. J. S. Highheld advocated its employment to tie together the many 
power plants in London. * 

Sufficient has been said to indicate that while in the vast majority of cases 
distributiofTn^t high voltage A.C. is the more advantageous, special conditions 
may arise which will warrant the investigation of a system employing high- 
voltage direct current. 



CHAPTER, XII , 

Economics of Hydro-electric Development 

Primary and secondary power; di\ersity factor; electro-chemical load; 
cost of hvdro-elcctric po^/cr; Swedish powers; cost of fuel pdwer; 
limiting; cost of hydro-electric plants; steant auxiliary plants; actual 
cost ol hydro-electric plants; cost of transmission; costs to consumer. 

1. Possibility of Economic Development. — The possibility of 
the economic development of a hydro-electric scheme depends essentially 
upon: 4 

(a) whether there exists, or is likely to exist, a market for the power; 

{b) whether the price at which the power can profitably be sold is, firstly,, 
such as the industry can afford to pay, and secondly, less ot' at 
least not greater than the price of power from a fuel-operated station. 

Without some definite guarantee of a market for the power, no power scheme 
can be considered as an economic proposivion. It is true that experience 
has show'n that in industrial countries industries will tend to gravitate towards 
a centre where ‘cheap power is available, but this is not to be accepted as a 
truism without qifalification. If power can be developed sufficiently cheaply, 
if raw material is availably; near to the site or can be transported there cheaply,, 
and if satisfactory transportation facilities are available, this is generally 
true of those industries utilizing electro-ch«mical or electro-physical pro- 
cesses requiring adarge amount of power, and whose capital charges and 
labour charges are relatively small. On the other hand, such industries are 
in general econoijaically incapable bf paying ajiigh price for power, and may 
be ruled out as possible consumers ^unless the water power can be very 
cheaply developed, or unfe^ss they can be* brought in to increase the load 
factor or to enable water to be utilized wTicIi w'ould otherwise be wasted. 

Undei; normSi conditions, in an existing industrial community a market 
for the full capacity of the plant can only be created gradually. Factories 
already operating on a fiid-power plant must either dispose of such plant, 
usually at a sacrifice, or must keep it .standing idle, and must.dn addition 
expend capit,al in electric motors. Moreover, it is seldom that the average 
steam-power user estimates the^cost of producing his existing power at nearly 
its true value, and the price at which electric power can be offered to such 
potential consumes must be verj^ low in order to make the change-over 

JoU 
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appear attractive to them. In such a case a careful survey of the district is 
necessary to ‘determine the extent of the probable power demand. 

Even with a potential market in existence, if the cost of hydro-electric 
power appreciably exceeds that# of steam-generated power, no economic 
development is possible, and even if the power 4 s cheaper than steam power 
it may still cost more than the only possible industry can afford to pay. 

Much also depends ppon the type offload, and especially upon the load 
factor (see Arts. 7-10), and a hydro-^ectric mstallation whj^ is economically 
unsound if developed to supply a continuous load in competition with a 
stcain station, may prove to be %ound*if de\elop<rJ to supply an ordinary 
industrial load with a load factor of 30 to 40 per cent. 

2. » Primary and Secondary Power.— A study of the hydrograph of 
any normal river shows t|jat the pov\cr avaiTable at a given site varies greatly 
from month to month. Where the flow is not regulated by storage works, 
the maximum output which can be maintained continuously depends upon 
the flow a\mlable after a long period of drought. This is appreciably less 
than the minimum dry-weather flow during an average year. On the other 
hand, during !he wet months, much more power is available, except where 
floodT eruditions necessitate a partial shut-down. On any normal unregulated 
river a hydro-electric installation may be designed either: 

•(r/) to utilize only the amount of minimum dry-weather flow; 

(h) to utilize the average dry-weather flow; 

(e) to utilize appreciably more than the average dry-weather flow. 

If system (h) or (r) be adopted; and if the output guaranteed to consumers 
exceeds that possible during the worst period of drouglit, it becomes necessary 
to install fuel-operated auxiliary generating machinery. The expenditure on 
this plant is to be debited to the cost ol the development.. It may be appre- 
ciably reduced by disregarding high fuel economy, jince the saving of interest 
on first cost and other fixed charges will usually far outweigh the cost of the 
excess fuel consumed during ks restricted period of operation. 

The necessitv for such auxiliary power may, however, be avoided or 
reduced if contracts can be made with consumers to take intermittent power 
at a reduced rate. Under su(;lt circumstances three classes of power contract 
may be made: 

These refer to: 

{a) a guaranteed constant supply; 

(b) a supply subject to withdrawal only during long periods •)f drought,. 

or during excessi^^ floods; 

(c) a supply given only during the wet season, which will usually include 

af least six months of the yfar, and may include dlght or nine months. 

The relative market value of these classes of pow er depends largely upon 
the special circun^stances, but may be taken roughly on the ratio of 3 : 2 : i. 

The possibility of obtaining contracts for ^such se*condary power will 
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-evidently influence the design of the installation. The amount which can 
profitably be developed depends upon the characteristics of the stream 
flow, on the selling price of the current, and on the cost of the additional 
•construc/-ional work and equipment which it involves. While each case 
must be considered on its own merits, it may be taken very roughly, except 
where the head is greatly affected by flooding, that the maximum power 
which can be developed continuously for v months in each year from a 
normal stream a temperate ^climatt^, without storage, is given by 



where A is the horse-power output during the period of minimuifi flow; 
where x is the number of months (from i to 12); where A + E is the maxi- 
mum possible output in horse-power throughout the wettest month, or that 
month giving maximum output. 

If the capital cost to be charged to that portion of the scheme rendered 
essential to develop the secondary power is ^C per horse-povyer, the capital 
cost corresponding to full output of secondary power for .v months per apnum 

is r and the cost of producing this power, reckoned at 

■zu per cent of the capital cost will be ^ iioo>^/;c annym. 

If the sale price is £?x per horse-power year, the profit p on this por- 
tion of the outlay will be 

w BG(i2 - xYi 


r {^B(i 2 — .x’)v/v 

^ II 


IJOO^/x 


For maximum profit 


dp 

dx 


X [2 


600 P 


o, which leads to the result 


4 zc C 
100 P 


as the condition ^o be satisified. Thus if w = 9*5 (p. 259) and if P 
= £o' 33 and C £15, "v = 77, and for maximum profit the installation 
should be designed to utilize the maximurn power which can be developed 
continuously for 77 montfir in each year. Similarly, if P = )£o*33 and 
C = £2^, or if P, = ^ ^ vdlue of x becomes 2-5 

months, while if P === £o ’23 and C = £42, the value of :t' would be 
12 months, indicating that in this ca^ the mos^ economical scheme would 
only attempt to develop up to the minimum flow capacity of the stream. 

Where, fcy the^dditiqn of auxiliary ^steam or gas plant, the 'continuous 
output of what would otherwise be secong|ary power can be guaranteed, this 
becomes primary power and its market value is correspondingly increased. 
When the market value of the power and the cost of generation per horse- 
|fower of the necessary steam power is known, the capacity of the steam 
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plant for maximum profitable operation may be determined as in the fore- 
going case. • 

3. Diversity Factor. — In a plant supplying an ordinary industrial 
load, the sum of the capacities of the consumer’s motors m^, normally, be 
much greater than the rateJ capacity of the power plant, since the^e motors 
will never all be operating at full capacity at any one time. Moreover, a 
water-power plant always has a certain capacity for overload for short periods^ 
which will enable any ufiusual demand to be met.’ 

•The value of the.“ diversity fact<A- ”, orthe ratio of the^aximum capacity 
of the motors •installed to that of^the generating plant, varies largely with the 
type of load. *ln ordinary industrial pTants it varies from about 1-25 to 2*4 
with a mean value of about i-6. A careful examination of the general con> 
ditions likely to exist in the locality to be s*ipplied is necessary to determine 
what diversity factor mat reasonably be allowed. In general the larger the 
number of consumers, and the smaller the size of the individual motors^ 
the greatitWtiay be the excess motor capacit}' contracted for. Moreover, 
since the cost of power generation from fuel-operated plants is greater 
for small thaji for large powers, a higher charge can reasonably be made 
for 43ower supplied in small units. It is therefore desirable from almost 
every point of view to supply as many customers in small units as 
possible. 

• Economically a lighting load is valuable, since the extra expense which 
it involves is small compared with the income which it brings. Where a 
hydro-electric scheme is largely independent of storage, any night load is of 
great advantage, since the only charge to be debited, against it is that of 
the extra attendance and supplies required. In consequence the jncome 
derived from its sale is almost all profit. 

4 . Possibilities of Electro -chemical Load.- -Th^ many electro- 
chemical processes which are now in use for the manufactiye of such materials 
as aluminium, carbide, cyanamide, carborundum, ^bleaching powder, caustic 
soda, and nitrates for artificial fertilizers, are dependent for their commercial 
success on an ample supply ofeneap electrical energy, and it is only, in general, 
by hydro-electric development that energy can be supplied at the necessary 
low cost. Such processes are as yet in their infancy, and it is impossible to 
predict the effect of their ultiijiate development. Qf the fb^tal water developed 
in France and in Norway, approximately 50 per cent, and in Sweden some 
33 per cent, is now absorbed ifi their operation. 

The majority of such processes demands that the manufacture be carried 
out in close proximity to the water-power site, firstly because they require 
direct current at low voltage which cannot be transmitted for large dis- 
tances without prohibitive cost, an 9 also becatse, even with high-tension 
alternating transmission, the additional cost per unit cidivered, due to the 
cost of a long transmission line and to the loSes in transformation and 
transmission, will usually render^the total cost too great for such purposes. 
Under favourable conditions, with the factory* at the water-power site, the 
market price of s*everal of the products* is such, however, that they are able 
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to stand a considerable cost of freightage, and may be manufactured at 
a long distance from their natural market. Among such products aluminium 
requires the largest amount of energy per pound of output, this amounting 
to approximately 12*5 kw. hours per pound, or 3*2 kw. per annum per ton, 
and alummium is consequently very dependent ,on the low cost of power. 
Owing to its relatively high value per pound, aluminium factories may be 
installed at a considerable distance^ from the centre of gravity of distribu- 
tion if energy can be obtained at a cost in the neighbourhood of or 
per kilowatt year of continuous «powerA‘ Artificial abrasives have an energy 
consumption of about is kw. per annum p^r ton, but owing to the price of 
the finished product suen factories, with power at the above price, cannot 
stand much more than one-half the freightage allowable for aluminium. 
Calcium carbide requires from 0*6-6 to i*o kw. per annum per ton. Carbide, 
ferro alloys, and chlorates are in much the sartie position as artificial 
abr^asives as regards the economical limit of freightage. Pig-iron smelting 
requires from 0*23 to 0*26 kw. per annum per ton, and steel fujyAtice opera- 
tion offers a profitable outlet for power, even at the end of a long trans- 
mission line. • 

In general the use of diily off-peak power is not suitable for elertro- 
chemical processes, owing to the increased overhead charges, and* to the 
necessity for keeping the furnaces hot for periods exceeding those for which 
the power is available, and it would appear that unless a load factor o^ at 
least 80 per cent can be maintained, such processes arc not commercially 
feasible under normal conditions. Secondary' power, available only for six to 
nine months per annum, is not economically attractive to the average electro- 
chemicial industry. • 

5. Cost of Hydro-electric Power. — Capital charges account for 
the greater part of the cost of energy from the average hydro-electric scheme. 
The capital cost includes all expenditure due to: 

1. Preliminary investigations, promotion, and organization. 

2. Land and water rights, and rights of way for transmission lines, &c. 

3. All constructional work, including the^ engineer’s fee for designing 

and supervising the plant, and the salaries of any officials receiving 
pay during the constructional stage. 

4. Interest oncall money expended up to ♦'the stage where the plant is 

completed and delivering power to the consumers. 

The interest charges on this capital, together with the other fixed charges 
such as insurance, Vates ^nd taxes, and sinking fund, usually form about 
two- thirds of the total costs of the power, and are independent of the out- 
put. The other items of expense — ad/hinistratioh, labour, supplies, repairs, 
and depreciation— vary somewhat with tjie output, but not nearly so much 
as in a steam-power planf. In general it may be taken that the total costs 
per unit of output of a hydro-electric plant vary almost inversely as the 
outpfit, and for this reason the provision of a market for the full capacity of 
sqch a plant is of gfcat importance.* 
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6. Operating Expenses.— The operating expenses comprise: 

I Wages and salaries. 

2. Supplies. 

3. Repaiiis and maintenance. 

4. Depreciation. 


In general an allowance of 0-5 per cent on the capital cost of the hydraulic 
works and buildings, and of 1-5 per cent on the capital cost ^f the machinery 
and transmission lines, is i^lequate f(^r their^* repair and maintenance. 

Depreciation, forms the mos^# important singh; item of the operating 
expenses, and is the one which is most frequently overlooked or inadequately 
recognj^ed. The depreciation fund should be set aside annually, and 
should be adequate to provide for the replacement of any part of the equip- 
ment which may he worn out or become obsolete. It should also be sufficient 
to cover any additions or improvements which may be -necessary to mfi^et 
increased ^‘mpetition, or some change in operating conditions, where such 
extra expense does not result in an increased net profit. The proper amount 
of this fund vvill depend on the special conditions of each plant. Under 
normal conditions, however, the following percentages on the first cost of 
the various items of the installation have been found adequate. 


Civil engineering works, including dams, conduits, headworks, 
power house, &c. . . 

Pipe lines and sluice gates 

Electric generators, transformers, and switch-gear . . 

Hydraulic turbines and governors . . . . 

I towers » . 

Transmission lines cables .. .. .. 

i insulators 

Operating machinery in power house, cranes, hoists, See. . . • 


Per cent 

1*5 

2*5 

4 

, 4*5 

4 

5 

10 

5 


In the majority of cases the annual depreciation^ charges, expressed as a 
percentage of the total constructional costs, lie between 2J per cent and 
3|r per cent, depending upoi* the relative costs of the civil and of the 
mechanical and electrical engineering portions of the .work. 

Valuable information is available, regarding capital and operating costs, 
from a recent report, by t^ie Swedish Government, *00 the Developed 
Water Powers of Sweden. In these^ installations fuel-power plant is used 
as a reserve to the extent of icf per cent of th^ total power installed. Of 
the total number of installations 78*5 per cent, representing a capacity of 
171,500 h.p., or 15-6 per cent of the total output, ar^ #f less^than 1000 
h.p. There are 27 undertakings of 5000 h.p. or over, which account for 
58*6 of the total Q,utput. The load fSetor varies ^rom a minimum of 28 per 
cent to a n^aximum of 55 per cent,;^’ith a mean value ol* about ^.2 pgf cent. 

Taking the kroner as equivalent to 13-5 penc8, the average capital cost 
of the water-power works, including fuel plant in reserve, but excluding trans- 
mission machinery, is £117 per turbine horse-power, or £137 per horse- 
power of total capacity including fuel plaot. 
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The efect of an increase in the size of the plant, and in the working 
head, upon the capital cost per turbine horse-power installed ^ is shown by 
the curves of figs, i and 2. 



Taking the case of electricity undertakings, constructional work accounts^ 
on the average, for about 75 per cent, and machinery for 25 per cent of the 
capital expenditure. Of the expenditure cn machinery, the turbines and 



accessories account for about 33 per cenV, and the electrical equipment for 
67 per cent. 

The annual rutuiing costs, excluding depreciation, average sKghtly oVer 




ECONOMICS OF DEVELOPMENT 


257 


12^. per turbine horse-power installed. These average costs per horse- 


Administration 

Shillings 

r*9i 

Staff for machines ? . '» 

• • 2*44 

Staff for distributi^ ^ . 

072 

Oil and stores . . 

• • 0*59 

Fuel 

2 -o6 

Repairs and maintenance 

• ■ . >-98 

Water rights and rent / . 

Insui^ance . . ** 

. . / 0-27 

0-21 

Rates ^nd taxes .. i ^ .. . 

0-79 

Other incidentals 

i-i8 

Total 

12-15 


Excluding fuel and the wages of the staff engaged on distribution, this be- 
comes 9*37 shillings per horse-power. 

There is. however, a large variation in the working costs in the different 



M.R InstO lied (tens of thot^ands) • • 
Fig. 3. — Effect of Sire of Installation on Running Costs per Horsc-powcr 


, classes of undertidiing. Th\is the average working costs, including fuel and 
distribution^ at communal undertakings engaged in g#neral distribution, 
amount to approximately 0-3 peijce per kilowatt hour, while the corre- 
sponding average costs at industrial undertal^ings of 5000 h.p. and upwards 
are only about 0*02 pence per kilowatt hour. The general effect of the 
size of installation on the running costs Is shown by th^ curve of fig. 3. 

WrtT TT 



hydro-electric engineering 


In estimating the total cost of power from these installations interest 
has been taken at 6 percent; thirty years have been allowed f.r wnting off 
the costs of buildings and hydraulic works, corresponding to a depreciation 
fund of^i’j per centj and hfteen years lor^^chinery and transmission lines, 
corresponding to 4*3 per ^nt. For maintenance 0*5 per cent is allowed 
for buildings, and 1*5 for machinery^ and transmission lines. From the 
results it appears that the total cost of power may be taken as made up of: 


1. A percen^e charge varying fr^m 3-0 to 3-3 per cent on the capital 

outlay for construction and machinei*y, to ‘cover repairs, main- 
tenance, and«depreciati(vi. « 

2. Interest upon the total capital outlay. 

3. An annual charge per turbine horse-power or per kilowatt ii^talled, 

to cover all other working costs. This charge varies appreciably 
with the size and type of installation. Expressed as a percentage 
of the capital costs of construction, its value is as follows: 


Private distribution 


Industrial for works requirements 


Per cent 


Per cent 

Up to 100 h.p. 

6*2 

Up to 1000 h.p. 

'• 4*4 

1000 to 5000 h.p. .. 

4*5 

1000 to 5000 h.p. . 

2-6 

5000 and over 

3*2 

Over 5000 . . 

. i-8‘ 


Communal ^ 

Per cent 


General distribution 

. . 47 


Industrial distribution 

•• 3*3 



From these results it appears that the total annual cost of power, in an in- 
stallation of 5000 h.p. or upw'ards, averagis approximately ii per cent of 
the capital cost where no extensive transmission and distribution is involved, 
and about i2*5'per cent of the capital cost in a system involving transmission. 

Owing to thef relative cheapness of construction of the majority of the 
Swedish water powers, jthe annual costs, expressed as a percentage of the 
capital cost, are likely to be somew'hat higher than in the average more costly 
installation. In the case of one electro-chenweal plant in the United King- 
dom, of a capacity of 20,000 kw. and operating on a load factor of 87 per 
cent, the working costs per kilowatt year of output, exclusive of interest on 
capital, amount vf 3-2 per cent oii the capita], cost per kilowatt installed, or 
2*75 per cent of the capital cost per ^ective kilowatt. In this case depre- 
ciation represents an annifal charge of 2-24 per cent, and labour and other 
working expenses a charge of 0-51 per cent. The capital cost per kilowatt 
installed approximately £31. 

In the case of another small installation of 63^ kw., installed on an existing 
weir and without storage,* and operating on a load factor of 29 per cent, the 
average annual wa king costs, inclusive, of interest and sinking fund charges 
at 6*8 per cent, amount to 9*6 per cent of the total capital cost. This capital 
cost is approximately ^^24 per kilowatt installed. 

An examination of a number of typical Canadian, American, and European 
installations indicates that the total annual costs, excifiding transmission, 
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and taking 6 per cent as the rate of interest on capital, amount very nearly 
to 9*5 per tent of the capital cost. This figure appears to apply very 
approximately whether the load factor be low or high, and may be taken, 
without any great error in ejti^jiating the probable cost of power, or as 
a basis of comparison in ^timating the limit 0/ economical expenditure of 
a hydro-electric plant to compete with a fuel-operated plant. Where trans- 
mission over a moderate distance, say 30 to 60 miles, is necessary, the 
appropriate figure is approximately ii-o per cent of the^ capital cost in- 
clusive of transmission lines and terminal ‘station. ' 



7. Cost of Power from Fuel-operaied Stations.— The cost of 
power from fuel-operated 'stations depends largely upon the type of 
machinery installed, the size ^of the units, the load factor, and on the 
efficient operation of the plant. The latter factor is of more vital impor- 
tance than in a hydro-electric installation, and ^xperi^nce shows that the 
fuel consumption per unit of output in two installations having identical 
plant may readily vary by as much as?. 30 or 40 per cent. 

Steam The general effect of a change in the load factor on the 

fuel consumption of steam plants* is shown by tj;ie cui^es of hg. 4,^ while 
the following table,* which shows the average coal consumptions from 73 

• Report on the Rate of Coal Consumption in Electric Generating Stations and Industrial 
Establishments in Canada and the United States. Hydro-Electric Power Commission of 
'Ontario, Toronto, February, 1918. * 
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representative steam-electric generating stations and industrial establishments 
in the United States of America and Canada during the pasf five years, 
indicates how the coal consumption varies \vith the siae of plant. 


Station Capacity’, KiJowatts. 


Ton| (2240 Ib.) per 
Kilowatt Year, at 35 
per cent load factor. 


$ 

I Over 100,000 

'^50,000 to 100,930 \ I 

10,000 to 50,000 
5000 10,000 • ^ 

1000 to* 5000 
Under 1000 


2 *94 

VoS 

6 - 2 ^ 
6-5cS 
1 1 '80 


I 

! 


,An investigatior? of the pre-war costs of between 40 and 50 steam gener- 
ating stations in the United Kingdom, having a capacity of 400oJiW. or over^ 
shows that the capital cost including land and buildings, railway sidings and 
wharfs, but excluding all transmission and distributing machinery, varies 
from about £17 to ^^45 per Mlowatt of maximum capacity. A smooth curve 
drawn through the plotted points gives the following average capital costs, 
which are, however, subject to wide variations. 


1 

Maximum Capacity, Kilowatts. 

4000. 

10,000. 

20,000. 30,000. 

40,000. 

Capital cost per kilowatt . . 

OJ 

0 

£26 -s 

£22-5 £19-0 


Coal, tt^ns per / 30--40 per cent load factor 

•• 

5-4 

4-8 

4 ’° 37 

3*5 

kilowatt year (95 ,, „ 

9-8 

8-4 

7-1 1 6-3 

6*0 


The average pre-war costs of generation, exclusive of coal and capital 
charges, but including repairs and maintenance, supplies, salaries, and wages, 
are equivafent, with a load factor of 30 to 40«,per cent, to an approximate 
charge of 3*5 per cent, and with a load factor of 95 per ceijt (continuous 
output) would be equivalent to an approximate charge of 6-5 per cent upon 
the capital cost per^ kilowatt of 'maximum load. , The average coal consump- 
tion in tons per kilowatt year at the act^ial load factor involved is given in 
lines three and four of the foregoing table. The figures for continuous out- 
put have been deduced from 'the measured figures at the actual load factor 
of 30 to 40 per cent, ‘from the data of the curves of fig. 4, and to this extent 
are tentative. 

Taking interest charges las equivalent to 6 per cent of the capital cost, 
and alloiving an over-^11 charge of 4 per ceijt for depreciation and sinking fund 
in the case of a 30 to 40 pd cent load factor, and of 5 per cent in the case of 
a 95 per cent load factor, the totaj costs of power, at the switch-board of the 
power station, with coal at I 05 ., 155., and 205. per ton, are as given in the 
follt)wing table. 
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Cost per Kilowatt Year of Output at given Load Factor. 


Maximum Capacity, Kilowatts. 

4000. 

10,000. 

20,000, 

30,000. 

40,000 


1 ■ 

£ 

£ 

£ 

£ 

£ 


Interest and sinkTng fund 

i-8o 

' i '59 

1-32 

1-13 

1-05 


Depreciation 

1*43 

1-06 

0-88 

0-76 

0-70 

Load 

factdr 35 < 
per cent. 

Repairs, maintenance, supplies, \ 
salaries, and wages . . f 

i-os 

0-^3 

0-57 

0-66 

o-6i 

1 at lo^. pej ton . . 

Coal - at I a. „ 

•lat20^. ,, 

270 

4- 05 

5- 40 

2- 40 

3- 60 

4- 08 

:^oo 

3-00 

4-00 

1- 85 

2- 77 

370 

1*75 

2- 62 

3- 50 


1 at 10^. per ton . . 

6-97 

5-98 

4-97 

4-40 

4-II 

• 

Total costs - at I (5^. ,, 


7-i8 

5 '97 

5-32 

4-98 


iat 20^. 

• 

9-67 

8-38 

6-97 

i 6-25 

5-86 


"Interest and sinking fund 

i-8ol 

1-59 

1-32 

1-13 

1-03 

• 

Depreciation 

Repairs, maintenance, supplies,^ 

1-50 

.•95i 

i'33 

1-72 

i-io 

1 i-43 

0-95 

0-88 

Load 

factor 95 ^ 
per ^ent. 

salaries, and wages . . i 

1-23 

1-14 

• j at 10^. per ton . . 

Coal - at 1 5^. ,, 

4-90 ; 

7-35 

4-20 
• 6-30 

3'55 

5'32 

* 3-15 

4-72 

3-00 

4'5o 

> at 20^. 

9-80 

8-40 ! 

7-10 

6-30 

6-00 


1 at 10^. per ton . . 

10-15! 

8-84 

7-40 

6-46 

6-07 


Total costs at ic.?. 

1 ^ 

I2-6o I 

10-94 j 

9-17 

8-03 

7'57 


1 Iat 205. „ 

15-05! 

13-04 1 

10-95 1 

9-61 j 

9-07 


The following estimates have been extracted from the final report of the 
Nitrogen Products Committee CFf the Board of Trade. They are based upon 
the latest pre-war figures, and give the capital and operating costs of two 
steam-electric stations, one having an installed capacity of 125,000 kw. and 
a maximum load of 100,000 kw., and the other an inetalled capacity of 
6250 kw. and a maximum load of 5000 kw. Th^ figures' for a load factor 
of 95 per cent are: 



Costs, £y per Kilowatt Year. 


• 100,000 kw,, 

a. 

5000 kw. 

Salaries and wages . . 

0-14 

I -00 

Oil, stores, and sundries . . 

O-IO ■ 

0-20 

Repairs and maintenance 

0-30 

0-50 

Coal at 105 . per ton 

Capital charges — 

2-97 • ^ 

3 '97 

per cent on capital . . \ 



2I per ceht depreciation on buildings l 

0-91 

1*73 

5 per cent depreciation on mtchinery J 

• 

# — — 

• 

Total 

a. 

4*42 

i 

7-40 


Modifying these figures to allow for a charge of 6 per ctfnt for interest, and 
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making an approximate allowance for the differences in fuel consumption, 
stores, and salaries, during operation at 35 per cent load factor, these total 
costs become: 


Load fact(^r, 
95 per cent 


I Coa^ at 105. pe*f ton 

,, 205. ,, 


Load factor, I >“• Perfon 
35 per eent ” ” 


Qist per Kilowatt Year. 



£ 

4*f)0 

7-83 

6-o6 

9‘8o 

753 ' , 

1176 

3*10 

• 5-28 

3*95 

6-36 

4 '8 o 

7-45 


These costs are on the average about 25 per cent lower than those deduced 
from the records of existing stations (p. 2O1), and represent m^re nearly the 



pre-war costs at the best modern anc^ well-designed generating stations. 
The curves of fig. 5, wlhch represent the figures of the table on p. 261 
reduced by 25 per cent, may be taken as giving, with a fair degree of accuracy, 
the minimum average costs of steam-generated electric energy with coal at 
ifs. per ton, from^such stations. • 
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It will be noted that in all the foregoing estimates of cost, interest has 
been taken «t 6 per cent, i.e, at post-war rather than pre-war rates. With 
interest at 4J per cent these total costs would be reduced by approximately 
8 per cent. 

In using the data of the^ curves as a basis for comparing the cost W power 
generated from a steam station with that of hydro-electric power, it is to be 
remembered that they refer to complete generating stations, and that the 
cost of land, roads, railway sidings, and all buildings is debated to the power 
accopnt. In the case of, an indust^^ial factoy having itJ* own steam plant, 
the proportiorPof these items of jost to be debited to the power house is very 
small; and the* capital charges are consequently smaller, as also is the cost 
of administration. Moreover, the foregoing values also include the cost 
electric generators, switch-gear, and transformers, which are absent in the 
case of a factory with direct driving on to the line shafting, and in such a 
case the capital charges will be little more than one-half those giyen 
above. O/i.^he other hand the size of unit for the average factory is small 
and the coal consumption, as indicated by the curves of fig. 4, is relatively 
high, so that, the over-all charges per unit of power developed will not 
be ^ry diftcrent from those of the larger electrically equipped installa- 
tions. ‘ 

When jt is a case of comparing the costs of power from a new hydro- 
electric station and from a new large steam station, the data of fig. 5, with 
an appropriate allowance for the difference between pre-war and post-war 
costs, may be taken as an approximate basis of comparison. While it is im- 
possible to, give any definite relation between pre-war. and post-war costs> 
assuming the latter constructi?)nal costs, as also the costs of supplies and 
wages and salaries, ultimately to become stabilized at" approximately 1-5 times 
the former, if the post-war cost of coal be taken at 22-55. pet; ton, the over-all 
costs will be 1-5 times those indicated by the curve of fig. 5 for coal at 155, 
per ton, while if the multiplying factor be taken as 2-0; and the post-war 
price of coal be taken as 305. per ton, the over-afl costs will be twice those 
indicated by this curve. 1 

Gas-engine^ Electric Stations . — The following figures for the capital and 
operating costs (pre-war) of a gas-engine electric station having an installed 
capacity of 6500 kw., and a ipaximum load of 5000 kw.,*'have been extracted 
from the same report of the Nitrogep Products Committee. 


1 

Cost per Kilowatt 
Yfar at cent 

load factor. 

* • 

Salaries and wages 

Oil, stores, and sundries . . 

Repairs and maintenance . . 

Capital charges at 16 per cent . . 

, Total . . 

* 0-4:8 

^ 0-547 

0- 803 

1 - 680 

3-468 

» 
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Taking anthracite at 255. per ton, and allowing for a consumption of 
0*85 lb. per brake horse-power hour, gives a total annual consumption of 
23,500 tons at 95 per cent load factor, corresponding to a fuel charge 
of ;r4*7 per kilowatt year, and a total charge ot £S‘ij per kilowatt year. 
Based oh these figures the approximate over-all^ pre-war costs at a 35 per 
cent load factor amount to per kilowatt year, and the present-day 
over-all costs of a new station of this type and size will be corre- 
spondingly higher. 

8. Limiting Capital Cost of Hydro-electric Plant. — The per- 
missible expenditure on a hydro-electric j3lant, to compete *with a steam- 
electric plant, depends oh the size of'the installation, the load factor, and on 
the cost of fuel. Thus, taking the case of a 20,000-kw. steam plant operat- 
ing at a 95 per cent load factor, the pre-war cost per kilowatt Vfear of 
output is £S’92 with coal at lo.v. per ton, and £j‘ 2 S ^vith coal at 15^. per ton 
(fig. 5). Taking 9-, 5 per cent of the capital cost as giving the cost per kilo- 
watt year of power from the corresponding hydro-electric plant,* the per- 
missible capital cost of the latter becomes ^62-3 per effective kilowatt if coal 
is 105 . per ton,^and £77*2 if coal is 155. per ton The corresponding limiting 
•costs for other sizes of installation are as follows: ^ 


Kilowatts. 

! 

4000. 

10,000. 

20,000 

30,000. 

40,000. 

-4 ~ 

Limiting cost in £ per 

1 

, 105 . per ton 

85-5 

74'5 

62-3 

54*5 

51-1 

effective kilowatt 

15^- n n ; 

io6*o 

92-3 

i 1 

67*6 

(> y 7 

with coal at . . 

1 - 

I 205. ,, „ 1 

i 27'5 

iio-i 

I 92-2 

8i-o 

76-4 


These figures are based on pre-war costs of plant, &c., but on a charge of 
6 per cent for interest on capital. In the case of a post-war steam plant, 
using coal at 205. or 305. per ton, and assuming constructional costs at twice 
pre-war costs, the appropriate figures would be: 


Kilowatts. 

4000. 

10,000. 

20,000. 

• 3«,oco. 

1 40,000. 

Cost in £ per effec■t^■e , ; * S' 

kilowatt with coal ! ' ^ 


i . 

; 

1 



149 

125 

109 

102 

at 

21*2 

j .185 

154 ! 

135 

1 127 

f 


These cost^ compare with those at the switch-board of the steam-electric 
station. If the latter is in^alled near rfie centre bf gravity of the industrial 
load, and if tbe hycjro-electric station is some distance away, the costs of, 
and losses due to, transfontnation and transmission are to be debited to the 
hydro-electric scheme, and the limiting co^s per kilowatt, delivered in bulk 
at the switch-board of the distributing station, become approximately, on 
the above basis: 
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Kilowatts. 

• 

4000. 

10,000. 

20,000. 

30,000. 

40,000. 

Cost in / per effec- 1 
tive kilowatt with [ 
coal at .. .. - 

148 

183 

129 

160 

108 

133 


88 

1 10 


These costs include traiK^formers and transmission*lines, and are estimated 
on t|;ie basis that in sych a case the C(jst per ^ilowatt year agiounts to approxi- 
matefy ii per cent of the total capital costs. 

With a load* factor of 95 percent, oorrespondii?^ to 8320 working hours 
per annum, the corresponding cost of current in* bulk at the switch-boarc^. 
of the distributing station would be: ^ 


Kilowatts. 


4000. 

10,000 

20,0015. 

30,000. 

40,000. 

Cost in pence per B.O.T. 

I 20s. per ton 1 

0-470 

0*410 

0-343 

0*298 

0 

00 

6 

unit with coal at 

' 30s. „ 1 

0-580 

0*508 

0*422 

T37I 

0-349 


9 . Industrial Load Factor. — In the same way, with a load factor 
of, say, 35 •per cent, the limiting capital expenditure per effective kilowatt 
may be obtained from the appropriate curves of fig. 5. These values are: 


Kilowatts. 

aooo. 

10,000. 1 20,000. 

30,000. 

40.000. 






Cost in £ per effective I ‘ 

kilowatt with coal at r 3^- ” 

l20^. „ 

5S7 

70*0 

8>-4 

50-4 .41-9 

^0'5 1 50-3 
70-6 58-7 

37-0 
44*8 
• 52-h 

"34-6 

41*9 

49*3 


In the case of a post-war steam station, the approjJriate figures, on the same 
basis as before, are: 


• 

Kilowatts. 

4000. 

10,000. 

• 

20,000. 

30,000. 

40,000. 

« 

Cost in £ per effective 1 205. per ton 

/17 

" i" 

lOI 

CO 

74 

69 

kilowatt with coal at i }os. „• 

* 140 


lor 

QO 

84 


. ^ *9 

while in the case of a scheme involving transmission over a moderof^e distance, 
they become: • ^ 


Kilowatts. ' 

4000. 

I0,000-j 

9 

20,000. 

30,000. 

40,000. 

Cost in £ per effective j20j. per ton 

lOI 

• 87 

72-5 

64*0 

59*5 

kilowatt with coa[ at j^os. „ 

121 

104 

87*0 

9 

7 TS 

725 
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The corresponding costs per unit of current delivered in bulk at the switch- 
board of the distributing station are: • 


Kilowatts. 

r 

4000. 

10,000. 

20,000. 

30,000. 

40,000. 

Cost in pence per B.O.T. \ 26^. per ton 
unit with coal at . . f 305. ,, j 

0- 872 

1- 040 

0 - 71.0 

0-900 

0-625 

0-750 

0-552 
i 0-669 

O'SH 

625.0 


. 10 . The cost of a hydro-dectrio station cjesigned to operate ^pt an 
industrial load factor of approximately 35 per cent is greater than that of one 
designed to utilize the same water-supply with continuous operation p owing 
^no the greater cost of the necessary machinery, pipe lines, and conduits. The 
relative cost depends largely on^the ty’pe of scheme. In a scheme Utilizing 
river flow without storage, the capital cost per* effective kilowatt will be 
sensibly the same,.whatever the load factor. Where storage is provided to 
utilize a large proportion of the run-ofF, the cost of this storage usually forms 
a large proportion of the total, and as this item of cost does not depend 
appreciably an the load factor, the cost per effective kilowatt is much less 
for a low than for a high load factor. In a number of typical installations 
involving storage, the total cost of an installation designed for an ihdustrial 
load factor is from 50 per cent to 60 per cent greater than one designed for 
continuous load, and as in the former case the output in kilowatt yeai^s is 
some 27 times as great as in the latter, the cost per kilowatt year is only 
from 55 per cent to 60 per cent of the cost per kilowatt year of continuous 
load. 

Fcom the figures of the immediately preceding tables it appears that the 
limiting capital cost f)er kilowatt at an industrial load factor varies from 
65 per cent to per cent of the limiting cost with continuous load, so that 
an installation of<.this type, as compared with a steam generating station, 
will be relatively more economical at a low load factor than at a high load 
factor. On the other hand a hydro-electric scheme without storage, as 
compared with a steam generating station, wiy be relatively more economical 
at a high than at ajow load factor, while for intermediate cases, with partial 
storage, the relative difference is not likely to be very marked. In any 
scheme involving a large. expenditure on stoi^ge, it will, in general, pay to 
supply as far as possible an industrial^ rather than a continuous load. 

11 . Although the foregoing figures, of similar figures modified to take 
into account the actual cost of fuel and the actual costs of construction both 
of the steam anil df the *nydro-electric installation at the required locality, 
mark the limiting costs to which expenditure may be taken in competition 
with a steam-electric station, it would ifot usually l^e sound closely to approach 
these ^gurec in pr^tice. The figures ^re deduced on the assugiption that 
both steam-electric and hydro-electric stations have a market for their out- 
put at full rated capacity. Any failure to attain this full market hits a hydro-- 
electric scheme much more hardly than a fuel-fired scheme, owing to its 
l^igher standing charges. * 
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Again, it is a simple matter gradually to build up a steam or gas station, 
adding succejssive units to meet an increasing demand, whereas in a hydro- 
electric scheme it is often necessary to incur a very large initial expenditure 
in land and in civil and hydraulic, works. The fixed charges on this expen- 
diture form a heavy burdjn during the period of growing demand, and 
may, if the expected market is not attained, render the cost of generating 
the power so high as to lead to the ultimate failure of the enterprise. In 
short, the calculated limiting values should only be apprioached where a 
market up to the full*capa(iity of the J)lant i^ assured withiil a few years of its 
completion. * ^ ^ 

12 *. Combined Operation of Hydraulic and Steam Plants. — The 
combined operation of hydro-electric and steam-electric generating stations^ 
is a subject of vital importance to the'^ central station industry, and 
promises to become increasingly important in the future, since the trend 
towards interconnection will bring an increasing number of steam plants ii\to 
parallel o^era^jion with hydraulic plants, and will make possible the develop- 
ment of many water powers which cannot economically be developed inde- 
pendently. • 

The ideal in every combined system should b6 to obtain a minimum over- 
all cost of current delivered to consumers. Where the hydraulic and steam 
stations are, separately owned, the solution lies in a flexible arrangement or a 
co-«perative or cost- and profit-sharing basis, in which the maximum output 
of the hydraulic plant is utilized as far as possible. 

The operating conditions leading to maximum over-all efficiency depend 
on the special circumstances of each individual plant, and it is ne(;essary to 
compare the total cost with the' steam plant operating at a high load«factor 
— and with the inevitable waste of water which this involves — with the total 
costs with a low load factor on the steam plant, but with thi smaller output 
which this involves. If the hydraulic plant has a large storage capacity, or 
a high head, it will usually be found that it is mor^econonaical for this plant 
to deal with the peak loads and to operate at a low load factor. The reverse 
may, however, be the case if such operation leads to a large loss of water, 
and if the percentage diminution of steam costs, due to 9 higher load factor, 
is relatively small. 

13 . Stand-by Service .-.-In coal-bfurning plants, Tpider-feed stokers 
with forced draft, or chain grates witji forced draft, appear to be most satis- 
factory for quick steam raising, though future developments will probably tend 
towards the use of combined coal and oil as a fuel^and of pulverized coal for 
large central station use. It is worthy of note that in munj^ipal plant 
at Zurich it has been fouijd more economical to maintain stand-by boiler 
pressure by electric heating from the hydro-el(fctric plant, than by coal. 
This is, ofacourse, only likely to be the case where there is no market for the 
electricity thus used, and where th^ w'ater used in i?s generation would other- 
wise be wasted. , 

Tests of the coal consumed under “ banking” conditions, for 42 hr., on 
a 822-h.p. Stirling boiler with underfeed stoker, showed a consumption of 



^ YDR0.SX£<^RIC' 

D*ii2 lb. per rated boiler horse-power hour.* ^ In a similar 

boilers, 0*046 lb. of oil, equivalent in heating value to 0*063 lb. *of coal,** were 

used. ■ 

To fvoid the difficulties caused by an, accumulation of water in steam- 




*, PLAN (IN UNE A. A 

Fig 6 


pipe lines during shut-downs, some plants operate at least one boiler at it$^ 
normal rating during the c^-peak houm and use this steam to operate a small' 
unit, (rircuteing the steam, through all the mains before it reaches the umtl 
In other cases the plant is^shut down entiijply, but steam is blown off for so^ 
time near the turbine inlet, bef9re the unit is started up. 


♦ H^ort of Commitue on Prime Movers, presented at 43rd Conation of 
'^IBlJtctric Li^t Association, U.S.A., Way, 1920. ^ 
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The percentage changes in load on the steam plant are greatly increased 
when the latter plant has to deal with the peak loads, and this condition 
renders essential some foreknowledge of the load variations, in order to- 
avoid excessive blowing off through safety valves, or reduction of hydraulic 
output*. 

Opinion varies widely as to the effect of motoring steam turbines, even 
with a certain amount of sifeam entering the ^turbine. , Many engineers con- 
sider this, and also any rapid fluctuations of load, as injurious to the turbines. 
In maby "cases, however, in American practice, the steam turbines have been 
floated on the line with practically *10 load, and in some cases as synchronous 
condensers with less than no-load steam entering the turbine, without 
apparent damage. 

14 . Actual Capital Cost of Hydro-electric Installations. — The 

, cost of development depends essentially upon the physical characteristics of 
the scheme, and upon whether the output is to be utilii'ed at the site or 
is to be transmitted to some distance. Since no two schemes are alike 
in these details it is evident that no even approximate general figure can 
be given for the cost of development, and that this will vary for each 
individual installation. In some extremely favourable cases, the capital 
costs, not including transmission, have been as low as £() per turbine 
horse-powcB installed, enabling power to be generated at approximately £i 
per horse-power year. In the great majority of cases the costs are much 
higher than this. Thus the average cost of pre-war development in Canada 
and the United States was approximately £25 per horse-power, while the 
average cost of development in Sweden has been approximately ^12 per 
horse-power. The table on p. 270 shows the figures of costs of a-> few 
typical installations. 

The following examples are of interest as showing the estimated pre-war 
costs of development and operation of a number of typical Canadian low- 
head developments on the Winnipeg River.* In each cafee single runner 
vertical shaft turbines are used, and the general lay-out is similai; to that 
illustrated in fig. 6. 

Pine Falls Development (figs. 7 and 8). — The scheme involves a masonry 
dam with spill- way 775 ft. long, with a sluiceway section containing twenty 
20-ft. sluices, and with a low^ embankment 2300* ft. lohg. The head is 
37 ft. Estimates have been prepared for two stages of development, viz. 
an initial development consisting of -^six 10,096 h.p. units, and a final 
development of ten 10,000 h.p. units. The figures give the cost of power, 
&c., at the low-tension switch-boards of the power station. ’ See fv 272. 

* Department of the Inferior, Ottawa: Water Power Resour Paper No. 3, Vol. I. These: 
schemes were prepared by Mr. J. T. Johnston, Hydraulic Engineer, Wate. Power Branch. 
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I. Initial Development (Six io,ooo-h.p. Units) 


' (i) Capital Cost of Installation 

i 

Dollars. 

DGllars. 

Dam and equipment 

oc 

b 

0 

0 


ice sluices . . . . . . 

61,000 


Power station and equipment . . 

695,000 


Hydraulic instiVllation 

540,000 

f 

Idectrieal installation ^ . . . . . , 

710.000 


Dockage facilities . . . . \ 

'50,000 


''Permanent cpiarters 

20,000 


Contingencies, lo per cent . . , 

247,000 

c 

Engineering and inspection, 5 per cent 

136,000 


Interest during construction, per cent 

0 

0 

0^ 


Hooding damages 

50,000 


Total initial cost . 

■ -y - 

3,057,000 

Twenty-k)ur hour power available at 75 per cent over-all 


* 

efficiency, 37,900 h.p. 

Capital cost per 24-hour horse-power 


8o'66 

Capital cost per installed horse-power 


50-95 


(2) Annual Cost of CXpcyation 


Interest, sinking fund, and depreciation charges — 


Interest, 5^ per cent on $3,057,000 

168,000 

Sinking fund, 4 per cent (40-year bonds) 

32,000 

Depreciation^— 


I per cent on permanent works . . 

10,000 

4 per cent on machinery. See. 

56,000 


66,000 

Operation charges— 


Staff . . . . , . . . 

21,000 

Supplies 

16,000 


37,000 

Total annual charge . . 

303,000 

1 , 

Annua) cost per horse.-power year, 24-hour ^nower . . 

. . ^ $8*00 

Annual cost per horse-powtf/ year, machinery installed 

. . ' 15-05 

Annual cost per kilowatt hour 

0*122 cent 

Annual cost per kilowatt hour on basis of 50 per cent load 


• factor . . ‘ 

0*244 cent 
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Final Development (Ten io,ooo-h.p. Units) 


(i) Capital Cost of Installation 

9. 

Dollars. 

Pollars. 

Dams and equipment . . . . * 

381,000 

Ice sluices . . . . . 

6 T ,000 


Power station and equipment . . 

958,000 


Hydraulic installation • . . . . . . • . . • . 

fjpO.OOO 

^,200,000 


Electrical installation 


Docka^ facilities . . * . . 

50,000 


Permanent quarters . . . . • . . . . . . • . . 

25,000 


Contingencies, 10 per cent . . . . . . . • 

358,000 


Engnieering and inspection, 5 per cent 

197,000 


Int'Tcst during construction, 5^ per cent . . * 

227,000 


Flooding di'tm.iges . . • . . 

50,000 


'Eotal hnal cost 


4,407,000 

Twenty-four-hour power available at 75 per cent jiver-all 

efficiency , 63,100 h.p. 

• 


CapitarcQ^t per 24-hour horse-power 


69-84 

Capital cost per installed horse-power 


44-07 


(2) Annual Cost of Opaaiion 


Interest, sinking fund, and depreciation charges — 
Interest, 5I per cent on 84,407,000 
Sinking fund 4 per cent (40-yesr bonds) 

Depreciation — . 

I per cent on permanent works . . 

4 per cent on machinery, &c. 


242,000 

46,000 


1 ^ 2,000 
, go ,000 


Operation charges — 
Staff.. ^ .. 
Supplies 


— — 102,000 


29.000 • 

28.000 


Total annual charge .. .. . 

• • 

Annual cost per horse-power year, 24-hour power . . 

Annual cost per horse-powder year, machinery installec* ... 

Annual cost per kilowatt hour 

Annual cost per kilowatt hour on basis of 50 per cent load factor ® 


57,000 

447,000 

87*08 
^^ 4-47 
o*io8 cent 
^•216 cent 


The following estimates include tlfb cost of transmission to Winnipeg^ 
64 miles distant, and give the cost of^power at the low-te>tsi()n switch-^joard 
in the transformer-house at the delivery end of the line. Transmission is* at 
66,000 volts. Six 6000-kw. 66oo~6T), 000- volt transformers provided at 
the generating station for the initial installation, and corresponding provision^ 
allowing for a 10 pef cent line loss, has beon provided at the receiving station, 

VOL. II. 00 
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I. Initial Development (Six io,ooo-h.p. Units) 
(i) Capital Cost of Installation 


f _ ^ 0 

Dollars. 

Dollars. 

Capital cost of installation to low-tension switch-board at falls. 



brought forward . . . . . . . . f . 


3,057,000 

Transformer house at falls 

50,000 


Transformers, switches, ■yjdring, &e. ' . . 

216,000 


Transmission lihc 

360,000 


Transformer house in Winnipeg ' , . , 

45,000 


Transformers, switches, &c. 

iv94,ooo 


< 



865,000 

^ Total initial cost 

Twenty-four-hour power available in Winnipeg, allowing 
for 10 per cent loss, 34,110 h.p. 


3,922,000 

Capital cost per hovse-power . . 


114*98 


(2) Annual Cost of Operation 

Interest, sinkiiig fund, and depreciation charges — 
Interest, 5 J per cent on ^3, 922, 000 
Sinking fund, 4 per cent (40-year bonds) 

Depreciation — 

I per cent on permanent works . . 

4 per cent on machinery, &c. 

Operation charges — 

Staff . . . . . . . . 

Supplies < 

Total annual charge 


216.000 
4i,o'oo 

1 1 .000 

87.000 

98,000 

36.000 

20.000 

56,000 

411.000 


Annual cost per herse-power year, 24-hour power . . . . . . $12*05 

Annual cost per kilowatt hour . . . . . . . . . . . . 0*184 

Annual cost per kilowatt hour on basis of 50 per cent load factor . . 0*368 cent 


2. Final Development (Ten io,ooo-h.p. Un^ts) 


( (j) Capita^ Cost of Installation 

Capital cost of installation to low-tension switch-board at falls, 
brought forwarii . . t . . . . 

Transformer house at falls , 

Transformers, switohes, wring, &c 

Transmission line 

Transformer house in Winnipeg .. .. . 

Transformers, switches, wirng, &c. . / 

^ tf. ' ^ g t 

Total final cost ' . . . . ^ . 

Twenty-four-hour power available in Winnipeg, considering 
10 per cent loss, 56,790 h.p. 

Capital cost per hoiSie-power . . . 


4.407.000 

80.000 

360.000 

420.000 

70.000 

324.000 

— 1,254,000 

5.661.000 


$ 9*68 
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(2) Annual Cost of Operation 

Dollars. Dollars. 

Interest, sinking fund, and depreciation charges — 

Interest, 5I per cent on $5,661,030 . . 311,000 

Sinking fund, 4 per cent (40-year bonds) . . . . . . 60,000 

Depreciation — 

I per cent on permanent works . . . - . . . . 1^,000 

4 per cent on machinery, &c. .. .. .. .. 134,000 

• * ' ' 148,000 

Operation charge^ — 

StaiT . . . . . . . . . . . . 45,000 

Supplies 25,000 

70,000 

Total annual charge . . . . . . , . . . . . 589,000 

Annual cost per horse-power year, 24-hour power $10*37 

Annual cost per kilowatt hour .. .. .. 0*159 cent. 

Annual cost per kilowatt hour on basis of 50 per cent load factor . . ’ 0*318 cent. 

Lower Seven Sisters Fall (fig. 9). — Here the working head is 37 ft. 
The estimates include provision for a navigation lock 300 ft. X 40 ft., 
and for 7 miles of construction railw^ay. Estimates -are calculated for a 
complete development of six io,ooo-h.p. turbines. The figures represent 
the cost at the low- tension switch-board of the power station, and do not 
include transforming and transmission. 


I. Complete Development (Six io,ooo-h.p. Unjts) 


(i) Capital Cost of Installation 

f)ollars. 


3 

Dollars. 

Dam and equipment 

668,000 


Ice sluices ^ 

86,000 


Power station and equipment 

*679,000 


Hydraulic installation 

540,000 


Electrical installation , 

,720,000 


Permanent quarters . . . . 

20,000 


Railroad ,. . . . . . 

84,000 


Contingencies, 10 per cent . . . . ' 

280,000 


Engineering and inspection, 5 per cent . . . . , . . 

.154,000 


Interest during construction, 5^ per cent 

178,000 

> 

Total cost . . . . . . ’ . . .... 


3,409,000 

Twenty-four-hour power available at 75 per cent ovej-all 


) 

* 

efficiency, 37,900 h.p. ' * 



Capital cost per 24-hour horse-power 

. . 

$ 89 ' 9 S 

Capital cost per installed horse-power .4 . . 1 , 


5 s 6 ' 8 a, 
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(2) Annual Cost of Operation 


Interest, sinking fund, and depreciation charges — 

Dollars. 

Dollars. 

Interest, 5 i per cent on $3,409,000 


187,000 

Sinking fund, 4 per cent (40-year bonds) 


36,000 

Depreciation — 

I per cent on permanent works 

13,000 


4 per cent on machinery, &c 

55.000 




68,000 

Operation charges — 

Staff 

21,000 


Supplies 

16,000 

37,000 

Total annual charge . . 


328,000 

Annual cost per horse-power year, 24-hour power . . 

. 

$8-65 

Annual cost per horse-power year, machinery installed 


®S -47 


Annual cost per kilowatt horn . . . . . . . . . . . . 0-132 cent 

Annual cost per kilowatthour on basisof 50 per cent load factor . . 0-264 cent 


Slave Falls (fig. 10). — Working head 26 ft. Provision is made for a 
navigation lock 300 ft. X 40 ft., and for 7 miles of railway Estimates 
are calculated for an initial development consisting of eight 5000-h.p. units, 
and for a final development of thirteen 5000-h.p. units. As before, no trans- 
mission or transformation charges are included. 


I. Initial Development (Eight 5000-H.p. Units) 


Dam and equipment 
Ice sluices and roadway 

Head-race 

Power station and equipment . . 
Hydraulic installation 
Electrical installation , S . • . . 

Railroad . . . \ . 

Permanent quarters . . ^ . . . * 

Contingencies, 10 per cent . . 
Engineering and inspection, 5 per cent 
Interest daring construction, 5J per cent 

Total initial cost 

Twenty-four-hour power available at 75 
efficiency, 26,600 h.p. 

Capital cost per 24-hour horse-power 
Capital cost per installed horse-power 


Dollars. Dollars. 

276.000 
35 >000 

87.000 

360.000 

520.000 

84.000 

15.000 

191.000 

105.000 

121.000 


2,327,000 

per cent over-all 


(i) Capital cost of Installation 


$87*50 

$58*20 
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(2) Annual Cosjt of Operation 


Interest, sinking fund, and depreciation charges — 

Dollars. Dollars. 

Interest, 5 J per cent on S2, 327, 000 . . . t 

128,000 

Sinking fund, 4 per centi[40-year bonds) 

24,000 

Depreciation — * * * . 


1 jer cent\n perrAanent works . . ^ . . ' . . . . ' 

0 

0 

0^ 

4 per cent cAi machinery, &c 

40,000 


47,000 

Operation charges — 


St^ , . . 

19,000 

Supplies . . , . , 

10,000 

• 

29,000 

Total annual charge 

V 

228,000 

Annual cost per, horse-power year, 24-hour power * . 

$8-58 

Annu^ cost per hors^-power year, machinery installed 

$570 

Annual cost per kilowatt hour 

0-131 cent 

Annual cost4)er kilo\^att hour on basis of 50 per cent load factor 

0-262 cent 


2. Final Development (Thirteen 5000-H.p. 

Units) 


(i) Capital Cost of Installation . 

* 

» 

Dam and eqiTipment 

276,000 


Ice sluices and roadway 

35,000 


Head-race 

204,000 


Power station and equipment . . 

•* 771,000 


Hydraulic installation 

585,000^ 


Electrical installation , ^ 

845,000' 


Railroad . . . . . . . . . . . . . . . . , 

84,000 


Termanent quafters 

20,000 


Contingencies, 10 per cent . . . . . • . . . . ^ 

282,000 


Engineering and inspection, 5 per cent 

) 155,000 


Interest during construction, pef cent . . 

179,000 


Total final cost ’ . ^ 


3,436,000 

Twenty-four-hour -power avtilable at 7^ per cent over-all 
efficiency, 44,4<;§ h.p. > 



■Capital coJt per 24-hour horse-power ^ . . .1 ^ ^ 

. . 

' 7 V 39 

Capital cost per installed horse-powei 

•y 

52'86 
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(2) Annual Cost of Operation 


Interest, sinking fund, and depreciation charges — 
Interest, 5I per cent on $3,436,000 . , 

Sinking fund, 4 per cent ('40-year bonds) ' . . 

I 

Depreciation — 

I per cent on per;nant'nt works ' . . 

4 per cent on rnachinery, &c. 

Operation charges — , * 

Staff * 

Supplies 

« 

Total annual charge .. .. .. 

Annual cost per horse-power year, 24-hour power . . 
Annual cost per horse-power year, machinery installed 


Dollars. Dollars. 

189.000 
36,000 

9,000 

6^,000 

' ,7b ,000 

t 

26.000 

17.000 

* 43 , 000 - 

338.000 

17-62 

15-21 


Annual cost per kilowatt hour * 0*117 cent 

Annual cost per kilowatt hour^on basis of 50 per cent load factor . . 0*234 


Upper Pittawa Site (fig. 1 1). — 18 ft. head. In this case 8 miles of railway 
are included in the estimate, but no navigation lock. In addition ^0 the dam, 
about 8000 ft. of low embankment is required. Of this only about lood ft. 
is exposed to a head as great as 5 ft., and 4000 ft. is only required as 
a protection against occasional flooding. The costs for the complete develop- 
ment of four 4000-h.p. units on the same ba^is as in the preceding cases are 
as folfows: 


Coi^PLETE Development (Four 4500-H.p. Units) 

4 

* {i) Capital Cost of Installation 

* Dollars. 

Dam and Equipment 

84,000 

Ice sluices . . ^ 

25,000 

Power station and equipment 

385,000 

Hydraulic installation* . , 

180,000 

Electrical installation * * . . 

270,000 

Railroad (8 miles) • • • * 

96,000 

Permanent quarters • . . * 

10,000 

Contingencies, 10 -per cent ^ 

105,000 

Engineerin^^'and inspection, 5 per cent 

58,000 

Interest during construction, 5^ per cent . . 

67,000 

« 

Total cost 

• • • • 

Twenty-four-hour power bailable at 75 pjr cent over-all 

efficiency, ft, 300 h.p. ^ ♦ 

t 

Capital cost per 24-hour horse-power 

4 4 

Cgpital cost per installed korsc-power • 

• • 


Dollars, 


1,280,000 


104*07 
71*11 . 
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(2) Annual Cost of Operation 

Interest, sinking fund, and depreciation charges — 

Dollars. Dollars. 

Interest, 5J per cent on $1,280^000 

■» . 70,000 

Sinking fund, 4 per cent (4o»-year bonds) 

< 

13,000 

Depreciation — * • 


I per oent on ptfrman^nt works .. ^ 

4,000 

4 per cer^ on machinery, &c. 

» 20,000 

• • \ • 

# 24,000 

Operating Charges- 

• S 4 afF.. * ♦ .. 

16,000 

Supplies 

0 

0 

0^ 

LO 

Total annual charge . . 

21,000 

128,000 

Annual cost per horse-power year, 24-hour power . . 

$10^0 

Annual cost per horse-power year, machinery instaHed 

% 

$ 7-11 

Annual cost per kilowatt hour , . . . . . • . . 

0-159 cent 

Annual cost pe"r kili^watt hour, on basis of 50 per cent load factor * 0*318 cent 

• 9 


'Fhe following estimates refer to a Canadian development on the Bow 
River, un<ier a head of 215 ft.* The scheme comprises two dams, one 
fof storage and one for pondage, the main dam being*of earthen construction. 
It. also includes a wood-stave flume 7500 feet long, of circular* section 
and 7 ft. diameter; a wood-stave pipe line 1600 ft. long and 7 ft. in 
diameter; a steel stand pipe^ three i6oo-h.p. turbines; three, looo-kw. 
generators; and two exciter units. The estimates ^are as follow^s: 


Transportation to site .. 

Storage dam with spillway, sluices, and controls .• 
Pondage dam with spillway, sluices, and coj^trols . .* 
Flume and excavation . . 

Bridge, &c. . . • . . 

Sur^e tank and fittings *. 

Penstock and valves . . . . . . ». 

Powder house . . « . . . . ‘ . f ... ♦. 

Turbines . . . . 

Generators . . .*. , t . 

Switch-gear • 

Tailrace . . . . * . r* . 

Engineering and contingencies at 15 per cent 

Interest duSng construction, 5 per cent 

• ° j -5 c 


Dollars. 
* 30,000 
t^3,ooo‘ 

145.000 
iio,oop 

20,000 

22,000 

23.000 

25.000 

20.000 

30.000 

12.000 
10, poo 
g(\(X>o 

736.000 
37;000 


773,000 


or $172 per installed turbine hprse-power. 


Department ot the Interior, Canada, Wa^er Resources, P^perJ^o. 2, 1914, p. 105, 
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The engineer’s report on this scheme states: “ The scheme is not an attractive 
one from an economical standpoint. The market for the p'ower must, 
owing to the high cost per horse-power, be in the immediate vicinity of the 
plant. It canr^ot be expected to compete \jith power in other districts, and 
it is quite possible that powjr produced bv a ’steam plant would be cheaper. 
This can, however, only be settled when the quality/ of the coal in the locality 
is known.” 

The following’; estimates refer to a British installation developing a 
maximum of 24,500 h.p. under a hdad#ot 170 ft. , The schepie includ/i‘s a 
concrete dam, a pressure tunnel, an open ^aqueduct, steel pipe lines, and 
transmission over 35 miles. * * 


Masonry Dam . « 


Excavation between ground-level and 6 ft., i2ooo*c. yd. 

3 ,000 

Excavation helov.' 6 ft , 30,000 c yd 

1 1 ,000 

c; to I concrete in dam, 55,000 c \d 

. . 63,000 

Steel work in sluices, 100 toms . . 

^ . . 2,650 

Pressure Tunful 

• 

14 ft. diameter, 2000 yd. fong 

54crjo 

Conduit . 


18 ft. X 8 ft., 2 milec long . 

. . 70,000 • 

Penstock chamber and spillwa\ 

12,000 

Pipe line, 7 pipes, 6 ft diameter, 190 yd. 

11,500 

Valves and' special pipes 

15,000 

Power house, 300 ft. X 50 It . .4 

16,500 

Turbines, seven sets ol 3500 b.h.p. 

16,500 

Generators, seven sets of 2650 kw. . . 

. . 31,000 

Switch-gear ' . . 

0 

0 


315.350 

Contingencies and engif.eermg 

. . 47,500 

Total cost of hydraulic works and power hou^e . . 

. . 362,850 

Transformers (up and down), 18,500 kw. . . 

, . 28,000 

SwTch-gear 

. . 9,300 

Transmission liiv^ (35 miles)* * . . . ♦ 

. . 30,000 

Contingencies . ! . . . . . . ^ 

10,100 

* ’ . * 

77400 


lv5. Co!it of Electric Transmission. — Where transmission of elec- 
trig energy over any appreciable distance is necessary, this adds appreciably 
to the cost 0/ power to the consumer. ^The cost of transmission depends 
not cnfy on the distance, but also largely on the magnitude of the peak load 
to be transmitted. An excellent eVampfe of this is furnished by figures 
deduced from the annual reports published by the Hydro-electric Power 
Commission of Ontaijio, Canada, regarding the Niagara system, 1 his system 
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supplies some 115 municipalities, and covers a distance 250 miles from the 
point of gefieration. 

The power is purchased in bulk' by the Commission at Niagara Falls, 
and is sold in bulk to the municipalities, each of which carries ouf its own 
distribution, so that the costs 'incurred by the Commission are those due to 
transmission only, and are%iot complicated by the addition of j:osts of genera- 
tion and distributicin. The Commission operates without profit, and power 
is sold to the municipalities at the cost price to the Commission plus the pro- 
portionate she' re of the erst of transmissio n, which iriclulies interest, sinking 
fund, depreciatjon, maintenance loss in traiislormt^s and in the line, and all 
operating costs. The transmission lines have been constructed in accordance 
with the best practice and with duplicate circuits where advisable. Th*e 
main Ifnes are steel-tower construction, l/Ut the lower voltage branch lines 
have wooden towers in many cases. In general the capital expenditure may 
be taken as moderate. 

The t:ost ol transmission for a numbei of Epical cases is shown in the 
following table,*' In all cases the cost of power in bulb at Niagara is ^9 

TIIK COST OF FLKCTRK’ TRyWSMlSSlOX 






Cost ol Power deliveied 

Per eent 
ot total 
due to 

Cbst of 

Name of Town. 

Distcfnce 

from 

Niagara 

Pow or deli\ ered 

in bulk Dollars pei 

I lorse-power Y ar. 

Transmis- 
sion m /' 

• 

in Miles. 



Total 

1 ortiondue 

I rans- 

per Kilo- 

^ . 


E.H P 

K\V 

Cost- 

tnission. 


watt \ ear. 

Niagara E'alls 


2,304 

• 

1,720 

I 1 -30 

2 50 

21-7 

0-69 

St. Catharine’s 

1 1 

4,520 

3 . 3<''0 

14 00 

5*00 

55*7 

1-38 

Welland . . 

20 

4.283 

3,200 

14-00 

5-00 

^5 7 

1-38 

Hamilton . . 
Paris 

54 

74 

1 1 ,622 
357 

8,700 

266 

14-00 

21-00 

5-00 

12-00 

^■7 

c 57-2 

>•38. 

3'30 

Ouelph 

7 ^' 

3.075 

2,300 

20-00 

fl-00 

55*0 

3*03 

Toronto 

90 

50,167 

37400 

14-50 

5*50 

38-0 

1*53 

Kitchener . . 

95 

4,280* 

3,200 

20 00 

1 1 -00 

55*0 

3*03 

Woodstock . , 

95 

H 33 ^ 

995 

21-00 

12 -CO 

57*2 

3*30 

Princeton . , 

96 

103 

77 

(>6-00 

5f-oo 

86-5 

15-70 

Stratford . . 

121 

C519. 

1,130 

27-00 • 

, 1 8-00 

66-7 

4*95 

laindon 

121 

^.552 

6,380 

21-00 

12-00 

57*2 

3*30 

St. Mary’s . . 

134 

397 

* ■''-’i' 

28-00 

, 19*00 

68-0 

5*23 

St. Thomas 

134 

2,038 

1,520 

26-00 

17-00 1 

^b 5‘4 

4*70 

: Ailsa Craig . . 

144 

So 

60 

50-00 

' 41*00 ^ 

82-0 

1 11*32 

Granton 

H 5 

41 

3 . 

49-00 

40-00 

•81-5 • 

11-00 

Chatham 

192 

^9 

(>54 

31-00 

22-00 

71*0 

6-07 

Dresden 

208 

71 

531 43*00 

34-00 

79*0 

9-40. 

Bothwell 

214 

h 3 

17 

59*00 

50-00 

<^ 4*7 

13-80 

Comber • . . 

216 

20 

h 

56-00 

,47-00 • 

84-0 

it-<^o 

Walkerville 

^37 

C972 

i,4*^o 

v8*oo 

29-00 

76-4 

8-00 

Sanina 

251 

1,126 

840 

38-op 

6 

0 

7 b *4 

8-00 


* H. E. M. Kensit, M I K K , M .X M 1 E E , Electrical Ttmef, 2nd January, 1919. 
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per horse-power year, and the total cost is shown in the nearest round 
figures. 

It will he seen that the cost of transmission ranges from 22 per cent to 
86 per c^nt of the total ‘cost of the power delivered. The smaller towns are 
usually supplied from the g,'‘neral system by' short spur lines, and not by 
separate transmission from the source. While tile cost for small amounts 
of power is higli e\en ur|der these /conditions, it would be quite prohibitive 
in many cases il a sepaiate transmission was required. . ^ 

From the annuli balance-she-« t 61 vhe comnihesion for the year. iqi6, 
It appears that, foi the unjlertaking as a whoC, the total costs (^f transmission 
amount to 51 per cent of the total coH of the power as sold in bulk. Df the 
costs of transmission, interest at 3-9 per cent and sinking fund and depre- 
ciation at 3-7 per cent account ICr (Kpy per cent of the total, while Vages 
and salaries at 8-8 per cent, maintenance at 17-4 per cent, and administration 
at. 4-3 per cent makh up the lemainder. 

Similar figiiies* for a Western Ckinadian indi\idual installation, in wliich 
14,500 kw. is delivered to the line .ind transmitted 77 miles *’at 66, 000 volts, 
show that the* transmission costs amount to 47 per cent of the cost of the 
delivered current. In this \ ase the loss in transformers and transnyssion 
was 13 per cent; the load factoi was 46 per cent (on the units generated); 
interest was charged at 4-i() per cent, and sinking fund and depreciation at 
4*03 per cent. The fivad charges then amount to ()8-5 per cent of the tqtal 
cost of 'transmission. The total cost of power at the distributing station in 
this case is ,^24-4 per liorse-power vear. In all these cases the costs are 
pre-w’ar. 

16*. Cost of Pow/er to the ConsumtV.- 'Vo obtain the actual cost 
of hvdro-electnc power to the consumer, the interest, depreciation, and main- 
tenance on the electric motors and equijiment must be added to the price 
paid for 'p()'''Ver. The cost of fuel power is usually given per brake horse- 
power at the engine shaft, and for a fair comparison the cost of electric powder 
must be calculated on the output from the electric motors, with due allow- 
ance for the power required to drive any ync shafting which they may 
eliminate. ' 

Taking for example an ordinary factory installation of say 600 b.h.p. of 
motors, thesewvould co.st instrllell (prl^-war) about per horse-powxT. Assum- 
ing power to be sofd at 2200 volts, this yv'ould usually require transformers to 
reduce it to 220 or 440 volts', which wvtU housing and equipment would cost 
approximately £i ’2 per lior^^-powxT. If the charge for current is based on the 
metered kil^hvatt hours measured on the liigh-tension side of the transformers, 
a loss of about 17-5 per cent in the iransformersi and motors w'ould require 
to 'be allowed for in making an estimate of the real cost to the consumer. 
In thi^ case, neglecting the <# uestions of the reduced friction losses iy shafting, 
and of the superiority in steadiness^, &c.^ of the electric drive, the costs to 
be added to tnc cost of powxT at the terminal station would be as follows: 


I *}] E M Jj:ensit, M.I.EE 
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Costs to be added to cost of poiver at terminal station. 

Peak load 500 h.p.; average load 80 per cent. 
Diversity factor say 1*2. 

Capital cost. 


600 b. h.p. of moti^rs installed at ^^3 . .. ..^ 

500 h p. 0^ transformers and eqmnmcnt at fi-2 . . boo 



• 


^'2400 

, • 1 

• Lo 

ad I'actoi 

1 

% 

25 per 
cent. 1 

50 per 
c cut. 

75 
cc nt 


L ! 

L 

L 

liitLicst and depreciation at 10 per cent 

240 • 

240 

240 

Repairs and maintenaiue . . , . 

-4 

4-^ 

72 

A\ ayes anj supplies 

2C 


40 

: Insuiance and taves at 2 jut ^enl 

4 S 


, 4^ 

^ Totals .. . . .. /. 

S’- i 

3 (»() 

4- 

0 

0 


' 

L 

L 

Per horse - pow’er \ear of rated capacity ol 

nifitors 

1 

0 ()J 

» 


IVnct 

I’tiic t 


Perkllo^\att hour of current paid , ,issinuiny 

a loss of 17 1 per cent in transfoi incrs and 
motors . .* # 

1 

! 

•! iS 

•065 

048 


It will be seen that with a low load factor this adds \ery appreciably to the 
total cost of power to the consumer, and when it is a case o| comparing .the 
cost ot powx'r obtained from a h\ dro-electnc pUnt, wiflt power generated 
direclly ‘frtan a small factory steam plant, these additional cosU must be 
taken into account. 



CHAPTER XI M 
TidaP Power 


Schemes of development; single- and multiple-basin schemes; power 
available; advantages and disadvantages; general arrangements^ 

1 . The idea of utilizing the rise and fall of •the tides for power pur- 

poses has long been a favourite one, but up to the present no tidal power 
scheme of any magnitude ha^ been developed in any part of the world. The 
lack of data based on operating conditions and on constructional costs 
renders it difficult to form any definite conclusions as to the eccfnomic aspects 
of such a scheme. Much iAerest is, however, being shown in this question 
by Government committees in Great Britain and in France. It is reported 
that experiments are to be carried out in the latter country, and it is probable 
that definite data will b6 available in the near future. t 

Th^ only practicable methods of developing tidal power on any large scgile 
are based on the use of one or more tidal basins, separated from the sea by 
dams or barrages, afid of hydraulic turbines through which the water flows 
on its \vay between the*basin and the sea, or t)etween one basin and another. 

As will be seen, 'the power which may be developed from a tidal basin 
of given area depends on the square of the tidal range, and since the cost 
per horse-pow^r ef the turbines, generating machinery, and sluice-gates 
increases rapidly 3 s the working head is diminished, the cost per horse- 
power of a tidal installation, other things being equal, will be smallest where 
the tidal range is greatest. For this reasoi^- the south-western coasts of 
Great Britain and the western coast of France are particular l)fc well adapted 
for such developments, ance their tidal range is greater than in any other 
part of the world, \fith the possible Weption df the Bay of Fundy, Hudson's 
Bay, and Port Gallelos in Patagonia. . , * 

2 . Tidal Rangl^. — In^Jie great* oceans, remote from land, the tidal 
range varies from approximately 2-o ff. at spring tides to 075 ft. at neap 
tides. Asdfhe tiflal wave enters the shallow waters near land its height is 
increased. ^ For example, round the ^coast of •Great Britain the average 
raiige at springs is 16*4 ft., and at neaps 8-6 ft. The configuration of 
the JaEd affects the* rang| •considerably .• Where the tidal waveceaches a 
given point by^two routes, as, for example, on the eastern coast of Ireland, 
where the tide is due to influx from the Atlantic partly around the north, 
and partly around the south of the island, the resultant ti^e is compounded 
of«the^ two, and its !-ang*e may be efth^ large or very small, depending on 
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the difference of phase between them. If the high tide of the one coincides 
with the low tide of the other, the resultant may be practically zero. 

The configuration of the coast-line also affects the range considerably. 
Where the tidal wave enters a l^ng converging estugry, its momentum causes 
a large increase in its height, and this is responsible for the large ti 3 al ranges 
at such points as Portish^d in the Severn, apd St. Malo, where the average 
ranges at spring ti^es are approximately ^2 ft. and 37 ft. respectively. 

The following ^table shows the approxifnate valtr’^ of th^e mean tidal range 
at yayous 


The heights of the spring and neap tides vary appreciably during the 
year. The liighest springs normally occur at the beginning of April, and 
the lowest neaps about the end of Februfuy. •TheTiighegt springs are approxi- 
mately 15 per cent higher and the lowest neaps 25 pg»cent lower than the 
mean springs and neaps. Tht heights may, moreover, be greatly affected 
by a strong wind, so that in any tidal installation a possible variation of at 
least 25 per cent from the Vnean should be allo'v^ed for? ^ • 

The time of a compljte tide is approximately 12 J hr. TIfe rising tide 
usually occupies a smaller interval oMime than tlje falling tide, the flow u^ally 
taking about 5} hr., and the ebb about 6| hr. Mi^ch, hov^ever, depencb 
on the range of the tide and on the physical coafiguration of the cflaat, and 
in a long estuary this inequality 5 f timfes may be even greater. Thus in the 
Severn at Chepstow the ebb occupies 7*5 hr. on a spring ‘tide, and 6*5 hr. 
on a neap tide. • 


pomts. 


Locality. *’ ^ 

Sprinjs. 

Neaps. 

Portishead . . 

42 

21*5 

Chepstow . . 

38 

19 

Brjdge water Bar . . 

35 

18 

St. Malo . . 

37 

• 15-5 

Boulogne . . 

30*5 

9*6 

Dee . . 


12 

Liverpool . . 

27-5 

13 

Le Havre . . 

25 

8-# 

Brest 

?3-5 

— 

Beaumaris . . 

23*5 

10 

Amlwch 

20 

II 

Southend . . 

i5’5 

10*5 

Sheerness . . 

16 

10*5 

London Docks 

19 


Putney 

10 

_ 

Kew 

7 

— . 

Richmond . . 

4 

__ 

Tay (Dundee) 

14*5 ' 

8*5 

Montrose . . 

H 

8 

Harsv’ich 

13 

ip*5 

Chester 

10 


Orford Ness 

8 

* r 

^’5 

Lowestoft . . 

^•5 

5 


Severn 


Thames 
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3. The great difficulty in the way of the commercial utilization of a 
tidal scheme, as compared with an orthodox low-head inland water-power 
scheme, arises from the relatively great fluctuations in head. In any scheme 
in which the working hedd is a definite fraction of the tidal range, the working 
head at spring tides is much ^greater than at nfeap tides. In the case of .the 
Severn, for exainple, the working head at springs would be twice as great as , 
at neaps, and the energy output p^r tide would be foui; times as great at 
springs as at neap§, wink at St. Malo the output would be; 57 tii^ies as great 
at springs as at neaps. t • • • ^ • » 

Not only is the installation subject to tl^is cyclical fluctuation of Read, 
but, in any simple scheme, the turbi#.es cease to operate tor a more pr le^s 
ejttended period on each tide, and as this idle period depends on the time of 
high or low tide, it gradually works around the clock, and will, at regular 
intervals, be included in the normal industrial v^^orking day. It is true 
tha^t schemes of operation are feasible in which this idle period may be elimi- 
nated, and continuous opera tipn may be ensured, but only at a considerable 
reduction of output per square mile of tidal basin area. Even in such schemes, 
unless the working head is fixed with reference to the tidal range at neap 
tides, in which case only a ^mall fraction of the total a'/ailable energy is 
developed, the variation of head between springs and neaps causes the out- 
put to be very variable. • 

In any installation then, designed for an industrial load, some form pf 
storage system forms an essential feature of the scheme unless the output 
is cut down to that obtainable under the minimum head available at neap 
tides, in which* case only a very small fraction of the total available energy 
is utilizi^d, and the cost of the necessary engineering works per horse-power 
will, except under exceptionally favourable circumstances, be prohibitive. 

Various storage systems have been suggested. Electrical accumulators 
must be ruled out, ^f only on account of the cost, and the same applies to 
all systems making i^se of compressed air. The only feasible system appears 
to consist of a storage reservoir above the level of the tidal basin. When- 
ever the output of the primary turbines exceed^ the industrial demand, the 
excess energy is utilized to pump water into the reservoir, and when the 
demand exceeds the output from the primary turbines, it is supplied by a 
series of generators driven b;y 5 battery of secondary turbines operated by 
the water from the sfqrage reservoir. 

Evidently this method is only available v^^hen the physical configuration 
of the district affords a suitable reservoir site within a reasonable distance 
of the tidal fcasin# ^unfortunately, abo, considerable losses are inevitable 
in the process. If the v 


efficiency of primar^ generators , . . 

•• = -95 

* „ VansijiiSsion to pump •motors 

•• == '95 

pump motors • . 

•• = -95 

„ centrifugal pumps 

.. == -77 

„ pipe lines to and from reservoir 

•• r '95- 

„ cecocidary turbinfs 

= 80 
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the combined efficiency is only 50 per cent, and the energy available for con- 
tinuous distribution will only be about 60 per cent of the output of the primary 
turbines, the exact proportion depending on the working period per tide, 
and on the relative range of spring and neap tides, jft^here tWo tMal schemes 
at some distance apart differ Sufficiently in ph^se, it is possible by working 
the two in conjunction tot reduce or eliminate the idle period between tides, 
and thus ^o reduce the necessary storage^ somewhat, but this does not affect 
the necessity of storage as between spring and neap ^des. , 

Since storage reduces the available* oujtput by abouti40 per cent, and at 
the s*ame time complicates the, system, besides adding considerably to the 
fifst eost and* maintenance charges, the prospe9ts of tidal power schemes 
would be much more promising if the whole of the output could be utilizc?d- 
as generated . By feeding into a distributing main in conjunction with a 
large steam station and (cy) inland water-power scheme, and delivering to an 
industrial district capable of absorbing a comparative^ large night load,, 
such a srtate of affairs might be realized, at all events approximately. There 
is also the possibility that the intermittent operation of certain electro-chemical 
processes may be developed so as to enable any surplus power^to be absorbed 
as ai^d when available, and, if so, tidal powerj> developed under favourable 
conditions will probably prove at least as cheap as power obtained from any 
other source. ^ • 

, 4 . Schemes * of Development. — Many schemes of tidal power 
development have, from time to time, been suggested. Briefly gutlined, 
tfle more promising of these are as follows.* 

{a) A single tidal basin is used, divided from the sea by a dam or barrage 
in which are placed the turbhies. The basin is filled through the* sluices 
during the .rising tide. At high tide the sluices art® closed. When the tide 
has fallen through a height whose magnitude depends on ^he working head 
to be adopted, the turbine gates are opened, and the turbines operate on a 
more or less constant head until low tide or slightly after. If A be the surface 
area of the basin in square feet, if H ft. be th^ tidal range, if a constant 
working head of x ft. be adof^ed, and if the turbines operate until low tide, 
the volume jDassing through the turbines during the* falling tide- will be 
A(H — x) c. ft., and the energy available in the w^ter will be 

64Aa;^ — ;c) ft.-lb. pernide. ® 

This expression is a maximum*wh«n,^ = H 2, that is, when the working 
head equals one-half the tidal range, ‘and then*eguals ibAH^ ft.-lb. 

If A is in square miles, and if the efficiency of the^rbifies is 75 per 
cent, the output in hors«-power hours per tide is given by^ 

* ’ o-7S X 64 X (52 |o) ^AH^ L*i6oAn* 

4 X 33-oo<^x 60 ^ V • 

• For a reaum^ of the various systems which have been suggested *nd patented in the 
pa$t, reference should be made to a series of nine Irticles by E. Maynard, /ievMe GiniraUde 
rElectridUt and November, 1918, and following issues, also to a series of artidea in the 
January, 1921. ' " 
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The cycle of operations is shown in fig. i, where AB denotes the working 
period, and CD the period of replenishment of the basin. Owing to the 
great variation in the rate of efflux of the water in this constant-head method 
of operation, the powei^. output varies very largely during the falling tide. 
This vanation may be reduced considerably* by arranging the turbines to 
operate on a more or less constant fall of level in ^he basin, as shown by the 
full line AB. By this method of operation the necess^ turbine capacity 



Fig. 1 — Tidal Power Operation with Single Basin, and with Single-way Working 


for a given output may be considerably reduced. It has the disadvantage 
that the working head varies‘during the tide, but this is more than co>mter-;, 
balanced by the advantages. By extending the working period beyond low 
tide, a^ indicated by the dotted line AE, a greater amount of energy may 
be developed per tide, and the idle period is diminished, but at the expense 
of an appreciably greater variation in head. The most efficient combinatipn 
of working period and of working heads can only be determined by detailed 



Fig. 2. — Cycle of Operations with Single Basin and Double-way Working 


examination of the particular site, and with a knowledge of the exact form of 
the tidal curve. ^ ‘ 

(d) A single tidal* basin isc used, wi^li the turbines operating on both 
rising and ^llin^ tides., Ihe cycle of operations is indicated in fig. 2. 
The working period per complete tide now exteij^ds from A to B and from 
C tq D. Slightly before low water, at B, the basin is emptied through sluice- 
gates, and at D, a little before high waterc, the basin is filled through the sluice- 
gateSi With a working he^i equal to one-half of the tidal range, tfie period 
of operation is approximately 50 p^ ceffl greater than in system (a) with. 
operation down ‘to low tide; and the work done per complete tide is approxi- 
mately 50 per cent g^eat^r. 
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{c) A single tidal basin is used with the turbines operating on both rising 
and falling tides. Instead of filling and emptying the tidal basin through 
sluice-gates at high and low water, ‘and working under an approximately 
constant head, the water is allow^ to flow through t)^ turbines and Jo adjust 
its own level. Under these conditions the risq and fall inside the basin is 
cyclical, with the same pariod as the tide, but with a smaller rise and fall 
and with a certain t^e lag. The range in the basin^and the time lag depend 



on the ratio of the. surface area of the basin ar^d of the effective discharge 
area oT the turbines. The working head during each tide varies from zero 
to a maximum. The cycle of operations is shown in fig. 3. The working 
period is ffbm A tcf B and from C to D, where the head at the points A, 

C, and D is the minimum under which the turbines will operate. The total 
working period per tide is greater than with either of the preceding systems, 
and the possible output is somewhat greater. On the ojher hnnd, the varia- 
tion of head during any one ticie is large. 



(d) Two tidal basins of approximately equal are^s^arC u^d, with turbines 
in the dividing wall. Each J^asin communicates with the sea through suitable 
sluice-gates. la pae of these basins, (Sailed the upj:)er, the water-level is nerer 
allowed to fall below one- third of ^the tidal rang^e, whijp in the lower basin 
the level is not allowed to rise above one-third tof the tidal^ range.* fThe 
working head then varies from -5311^ to -SoH, with a mean of® approximately 
•66H, and operatioh is continuous as indicated ifl fig. 4, wliich shows the 

cycle of operations. Between A and B the upper J3a^ is filled from the 
vok n. ^ 
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sea through appropriate sluice-gates, and the lower basin discharges into the 
sea from C to D, For a given total basin area and a given tidal range, the 
output is only about one-half that obtained in system (a), and one- third that 
obtained in systems (h) ind (r), so that excej^ where the physical configuration 
of the site is particularly favourable, the co^t per horse-power is likejy to 
prove high. ^ , 

(e) Two tidal basins of approximately equal areas a^e used. Turbines 
are installed in the WarM*s dividing the sea from each b^sin. pig. 5 shows 
the cycle of operations. From J{ to B#the upper^basin discharges fhrpugh 
its turbines into the sea. From B to E the s^a enters the lower basin tHtough 
its turbines. The upper'basin is fiHed from the sea through' its slutce-ga'i.es 
between C and D, and the lower basin is emptied through its sluice-gates 
from F to G. The head varies ^rom •25H to •62H, and the output is some 



25 pef cdnt' greater than in system (d)^ but the number of turbines required 
is greater than in (d). c 

It is possible, at the expense of additional complication, to arrange in 
each of these systems that the head shall be maintained constant during any 
orfe working pferipd, but since this means that the working head is then 
limited to the minimum^'-robtaining during the period, a loss of energy is 
involved,* with additional cost of construction and complication in mani- 
pulation and with little compensating advantage. 

For any scheme of development involving the use of a tidal estuary, of 
such a type as is found in the#Sev^n or Dee, the cost of any of the miiltiple- 
basin systems woi 5 d appear to put them definitely out of court. The only 
schemes worthy of serious, consideratibjt appear to be those based on the 
use of a single tidal basin, developing power either on the outflowing tide 
only, or oik both rising an^ falling tides, and With the turbines coupled to 
generators* which deliver directly into the distributing system where the 
demand permits of this, ajid which, aft other times, supply the motors of a 
pumping station sijpplyin^ water to lan elevated reservoir, from which a 
secondary system of turbines is supplied as required, under a consent head* 
The following* investigation is confined ^o these types of development. 

5 . The investigation ‘is based on the assumptions that: 

(a) The area of^the, tidal basin is i sq. mile, and thaf the water surface 
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is sensibly level at all stages of the tide, so that the product of the surface 
area and the change of level at the dam gives the volume leaving or entering 
the basin per tide. 

Actually, in any given case^be area will usua^fy be le^ at loyv than at 
high tide, while in a long eStuary the rise ard fall immediately above the 
dam will be appreciably* greater than the mean rise and ^all in the basin. 
A contour survey# of the basin, along with simultaneous gauge readings at 
different stages o£ the tide and at different points ki the <basin, enable both 
these factors to be taken into account. # 

(b) The (?urves for the rising tide and for the^falling tide are portions of 
sme curves. The range at spring tides is 42 ft.^ and the rising tide occupies 


B 



5 hr. and the falling tide 7*5 hr. The range at ifeap tides is 16 ft., 
and both rising and falling tides occupy 6*25 hr. 

(c) The curve showing fhe variation of tidal range over a lunar cycle is 
a sine curv®. 

(d) The output of a given turbine with a gtven*^ate opening is proportional 

to where h is the wording head. • \ 

(e) The mean efficiency of ihe primary turbines is ^5 per cent. 

(/) Mean output during a luflaf cycle ,— the tidal range for each 
day during a lunar cycle Is known, and the wt^rking ^^eriod and mean head 
for each day has been settled, the output in horse-power Hburs per tide, from 
the primary |prt)ines, may be determined, and a curve may be plotted on a 
base representing the number of tides, to shdW the output per tide, as in 
fig; 6. • The mean height of thi? curve repreSbjfts tfie mean output pi the 
primary turbines over the lunar cycle.'^ '* o 

Assuming the curve representing the tidal rlinge to be a sine curve with 
a mean height <J[ and a fluctuation |)f ± h, and assiyning the working bead 
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to be proportional to the tidal range, the output per tide with a given turbine 
capacity will be sensibly proportional to the square of the tidal range, and, 
for any particular tide, will be equal to ' 

^(H + h sin ^2^ (i) 

where ^ is a constant. ^ , 

The mean output, over the lunar cycle, will then be equal to 

( ♦ * i * f 

' ^ I (K h*s\n dYdd . / *“(2^ 

^ ^ ^ o * r-' 

' = k r(3) 

If the output in horse-power hours during a spring tide he represented 
by* Pj, and during a neap tide by P„, we have P^ = ^(H + and 
P„ A(H — h)^, and on siibstituting in (3) for H and h in terms of P^ 
and P„, the mean output oi the primary turbines over the whole cycle 
becomes 

3(^5 + 2\/P iP„ hours. 

8 

— ^Pj h.p. hours. 

If, for example the tidal range at springs is twice as great as at neaps, 90 
that P, = 4P„j the mean output will be •594PJ, while if P, = 8P,, the mean 
output will be -51?^. t 

The curve ABC oftfig. 6 represents the output per tide in the case 
where P, — 4?^, while OD represents the mean output per tide over the 
cycle. 

if p per centtof.Vhat portion of the output of the primary turbines which 
is stored and reconverted i^Jost in the process; if q be the fraction of a com- 
plete tide during which the primary turbines operate; and if P^ be the mean 
output into the distybution system from both* primary and secondary tur- 
bines, in horse-power hours per tide, the amount of this which itiay be taken 
directly from the primary lurbijies \yill be equal to q times the mean height 
of the area OAHK.CO', where OF represents P„,. Calling this mean 
height X, we have * ^ • 

Loss in storage and i^conversion* = ^ ik?, — . 

• ^ • 100 ^ j 

Energy into distribution system^ — |aP, — ^x| 

• = Pm- 

• C f • 

¥ * C 

Very approximately in practice X •= in which case 
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Thus if /> = 50 per cent, and if the turbines operate for 5 hr. per 
tide, so that ^ = 5 12*5 = 0-4,, 




100 — 50 
ipo'*— 20 



as compared with the^, 
value *50^?, which 
would hol,d if all the 
output of the primary 
turltines wer« utilized in 
pumping into the storage 
reservoir. If ~ 4 P„, 
so that k — *594, the 
value of P^ becomes 
•371P, or i-48P„. 

With a system of 
operation in^'olving a 
lo-hr. working period 
per tide, P^ would equal 
•835%?,, a value 66 per 
cent greater thaa would 
be obtained if ull the 


TIME IN HOURS 
I 

0 . I 



/ 

/ 


1/ 


■ lOJ 


20 


Fjg. 7 

^ • 

output of the primary turbines- 
were utilized for storage. 

6. Scheme I. — ^Turbines 
operatmg on a falling tide onlyy 
with a constant rate of fall in the 
basin. ♦ * 

On the rising tide the basin ia 
filled through sluices whose effec* 
tive area is taken a^^3500 sq. ft.,, 
or 1/8000 of that of the basin. 
Assif*Tiing the basin to efnpty 
down to h«lf-tide level, jhe level 
at any instant during the*period. 
•of filjing. may be obtained by 
considering this process as taking 
place in a Series of stages, dqring 
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each of which the head producing inflow may be taken as sensibly equal 
to the mean during the period. Taking the first half-hour after' the com- 
mencement of the filling period on a spring tide, for example, if the 
difference^ of levfel at tli(, end of this firsW stage be assumed to be, say, 
4 ft., the mean difference v^xll be 2 ft., and* the mean rate of influx* 


• 2gh = 11*3 ft. per secon^d. 

^ f # * * * . * 

The rise in level ir? the blsin during this first half-hour will then be 

% ^ ‘ • 

II»3 X DO X 30 _ r 


* 8000 


= 2*55 ft. 


Tfle rise in level outside the basin during this period, as obtained from the 
tidal curve of fig. 7, is 6-5 ft., so'that the difference of level at the end of 



• • 

Fig. 8. — Operation on Fi lling Tide with Qonatant Rate of Fall in Basin 


the period is 5-95 ft., dr sensibly as assumed. Proceeding in this way by a 
process of trial and error, the curve A of fig. 7 ic obtained. This shows 
that the difference of level at Jiigh tide is* 2*4 ft. If the sluices be left open, 
the leveb inside and c^itside fhe basin e^ujilize 25 min. after high t^fle, the 
commtto* level then being c ^6 ft. below high tide, or 20-4 ft. above mean- 
tide level. 

If the basin be emptied ‘down to mean-tide level, as in BC (%. 8), the 
volume of water passing the turbines p^r spring tide = 20-4*X (5280)® c. ft. 
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If the rate of fall is constant and the initial and final heads each 21 ft.> 
the maxinium head, obtained by scaling off the diagram, is 25-0 ft., and 
the mean head 22-8 ft., so that the output from the turbines 


64 X 20-4 K (5280)^ X*1;2-8 X 7 5 

33,000 X 60 


315,000 h.p. hours. 


The working j^riod occupies 37 hours, so that the mean rate of output 
will be < 


315,000 

3*r 


85,000 h.p. 


Similarly, on a neap tide, assuming operation down to half-tide level 
with «n initial and final working head of 8 ft., the mean head becomes 
876 ft., the maximum head 9*8 ft., and the volume of water passing the 
turbines = 7-6 X (5280)^ c. ft. 

The output from the turbines 


6^X 7*6 X (5280)^ X 8-76 X 75 

33,000 X 60 


= 45,000 h.p. hours. 

e 


The* working period occupies 3*3 hr., so th^t the mean rate of output is 
13,650 h.p. 

.The turbines,* which at spring tide would develop 85,000 h.p. under a 
mean head of 22*8 ft., would at neap tides, under a mean head of 876 ft.> 
develop 

O /8*76\S , 

85,000 X \22.g) “ 20,200 h.p%. 


so that only 67 per cent of the turbines would be in operation at neap tides. 

Adopting these working heads and periods, and assuniing a 50 per cent 
loss in that portion of the output utilized for pumping in connection ^with 
the storage systeni, the values of k and q (p^292) become -525 and -28 
respectively, so that 


^ ^ Hioo — 14) 

= ‘305 P, 

= '305 X 315,000 h.p. ’hours perdtide 


= 96,000 h.{t. hours per •tide. 
This is equivalent to a continuous output of 


• 96,000 
12-5 


7680 b.h.p., 


• < - * 

or to an output of three times this, or 23,040 b.kp. for an 8-hr. woAmg day. 

In this scheme of operations the range of working he^tds is from 25 ft. 
to 8 ft., and the difficulty of ensuring reasonable*efficiencies*at constant speed 
over this range would be great. Bj; reducing the g/orking head at spring 
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tides, this inequality may be reduced, and by arranging the working period 
so as to extend beyond low tide, as indicated in fig. 8 (line AE), a greater 
output may be obtained, while the storage problem is also improved. 

Thus^ taking a cons\ant rate of fall, a^d extending the working period 
over 6 hr. at spring tides, wijh an initial head* of 10 ft., and a final head of 
10 ft., the niean head becomes, 17*6 ft. and the max* mum head 2i-o ft. 

The fall in level during the wqrking period is now ^0-4 + b;5 = 26*9 
ft., and the output per spring tide is , ' ^ 


64 X 26-9 x'(528o)“ X 17‘b X ‘is 
33,000 i: 60 


320,000 h.p. hours. 


* The mean rate of output is 320,000 6 53 >333 h.p. Evidently 

the necessary turbine capacity is ifppreciably less than in the preceding case. 

If the operation at neap tides be unaltered, ‘>ince turbines which are 
capable of developing 53,333 h.p. under a mean head of 17*6 ft. will develop 


53.333 X. = 18,650 h.p. 


at neap tides under the mcah head of 876 ft., 74 per cent of the turbines * 
would be in operation at neap tides. ^ 

On Ae same assumptions as before 


Pm = 


•520P 


f 100 — 50 ) 
100 — i 8-8 1 


= ‘32P, 


i . = 102,400 h.p. hours per tide 

equivalent to a continuous output of 8200 b.h.p. 

Detailed investigation is necessary to determine the most economical 
developmept in a‘ny particular case. In the case in question, by limiting 
the kirbine capaaty^to that necessary to absorb the energy available at neap 
tides, the cost of the turbindc, and of the dam in many cases, will be reduced 
to 74 per ctnt of its original value. At higher ^tides some energy would be 
wasted, ^e maximurq amount being 26 per cent of the energy of the highest 
spring tide. The output at spring tides would now be 237,000 h.p. hours, 
.and the continuous 24-hr. output, making the qsual allowances for loss in 
storage, would be approximately 7000 b.h.p., or only 15 per cent less than 
with the original primary installation. \ • 

The necessary size and cosuof the pi^nping plant is also reduced appre- 
ciably. On tiie origirtul jnsSllation the maximufn output of the primary 
turbines is 6^,500 1). h.p., under the maximum he^ of 21*0 ft., and with a 
contijiuous supply of 8200 h.j). into the distribution system ; the surplus, to 
• be absorbed by, the puipping iystallation, 4 iag a maximum value of 61, yo h.p. 
With thtf reduced primary iistallation the maximum output becomes 51,500 
h.p., and with a continuous supply of ^000 t>.h.p. into the distribution system 
the surplus becomes 44*5001* h.p. The necessary capacity of the pumping 
installation is thus red^ceej by 27 per cent. • 
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7. Scheme IL — Turbines operating on both rising and falling tides ^ uitk 
constant rate of rise and fall in the basin. 

Here it is assumed that the turbines operate on.a falling tide to within 
one hour of low water; that opt«'ation commences^hen the initia^ head is 



10 ft. at spring tides, and 6*5 ft. ne^oVides, ahd that the rate 0/ fall in 
the basin is maintained constant so as to give thf same he^ at the instant 
of closing down.^ One hour before low water the sluice gates are opened, 
and the basin empties itself during th^R hour and the succeeding half-hqur. 
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The levels in the basin during the periods of emptyin|[ and filling have 
b^n calculated as iildicated on p. 294, and are shown in the curves of fig^* 
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9 10. Here it has been assumed that a double bank of sluices is avail- 

able for use on a rising spring tide, in which case the basins attain the same 
level ten minutes after high tide, this ‘level being 0-2 ft. below high-water 
level. Only one set of sluices wil® be available on tj|l falling* tide, and here 
the levels are identical twenty-five minutes after low tide, the rise of level 
from low tide at this instaitt being 07 ft. • 


* Spring Tide : Sftlling Tide (7J hr.). ~ Here |jie turbines commence 
operating 2^ hr. after high tide and operate for ^ hr. ^ The maximum 
head is 11-9 ft. and irhe mean head is •'iicz ft. The sea-level at one hour 



before low tide is 2*2 ft. above low- water level, sd that during the working 
period the level falls 42 — 10^— 2*2 — -2 — 29-6 ft. 


The output per falling tide — 


64 X (5280)2 X 29-6 X II-2 X ^ 5 
* 55,000 k 60 
224*000 Vp. hours. » 


The mean horse-power generated* during thisk period is 52,800 h.p. 

Rising Tide (5 hr.).— The* turbines comAigpce working if hr. after 
low tide, and operate for 2^ hr. The maximum he^d i^ii-^ift., and the 
mean head 10*8 ft. The «ea-level at one hour before high tide is 4*2 ft. 
below high-watir ^level, so that during the woi^ng period the level riees 
42 -- 10^' 4*2 — 7 — 27-1 ft. • • » 

The output per rising tide = ^98,000 h.p. h<Jnrs. 

The mean horse-power during this peripd = 88,000 h.p^ 

At Neap Tides (fig. ii) the duration of the operation and the output 
are the same on* both rising and fall^g tides. Thea turbines commence 
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operation 3 hr. after high and low water, and operate for 3 hr. During this 
period the mean head is 7*15 ft. and the water-level changes by 16 — 6*5 
— 0-6 = 8*9 ft. 

The^outpuf per falling and rising tidcb — 43,200 h.p. hours. 

The mean horse-power, generated — 14J400 h.p. 

Making the usual allowance for losses in pumping and stocage, the 
mean output per complete tide oyer a lunar cycle now becomes 165,000 h.p. 
hours {k ~ *586^ q — •5), equivalent to a continuous output of '13,150 b.h.p. 

Owing to the r^^pidity with whith che tidefri^^3s at sprii^gs, the*turbine 
capacity necessary to absorb the whole oulput is 61 per cdnt greater than ^ 
that necessary to absorb the whole ?>utput on a falling tide, allowance being 
fnade for the difference of working heads. In order to reduce the necessary 
capacity of the primary installation, this may be cut down to that required 
to deal with the energy available on a falling tide* The output on a rising 
t^de will then be reduced to 198,000 -i- 1*61 123,000 h.p. hours, and the 

continuous 24-hour power available over a lunar cycle becomes ii,Obo b.h.p. 

Under these conditions, the turbines which at spring tidfes develop 52,800 

h.p. under if-2 ft. head, would develop 52,800 x “ 26,900 h.p. 

under the mean head of 7*15 ft. available at neap tides, so that 54 per cent 
of the turbines would be in operation at neap tides. * , 

By adopting a worki/ig head of 15 ft. at the beginning and end of operation 
on a spring tide, and by absorbing only part of the energy of the rising t^de 
as before, jthe continuous 24-hour power becomes 13,000 b.h.p. The tur- 
bines now develop 7*5,500 h.p. at spring tides, under a mean head of i6*o ft., 
and ^^uld develop 22^500 h.p. under the m^an head available at neap tides, 
so that the necessary tifrbine capacity would be 16 per cent less than in the 
former scheme ^nd 64 per cent of the turbines would be in operation at neap 
tides. Evidently this is a more efficient scheme than that involving a lower 
woVking head St ^ring tides. The most efficient combination of working 
heads and working periocfe can only be determined by detailed examination 
for each 'particular case, due consideration b^.ng paid to the fact that the 
higher •working heads at spring tides involve a bigger range of working 
head, and in general a V)Wer over-all turbine efficiency. 

8. Scheme I|I . — Opexhfion m rising and falling tides ^ the turbines 
operating under iht ^^atural difference of head existing at any given instant. 

Let a be the effective area of the turbines considered as a series of orifices, 
so that under a working ha®(f x the voHime discj;iarged per second is as/zgx 
c, ft. Let^fl ar^ h the heights, above mean sea-level, of the water on 
the sea and Jbasin sides of the dam, at a time t hoflrs after the instant of mean 
tidfe. Then if v be the vetecity of efi^x at this instant, v ~ sj 2^(H — A) 

f. s.,«afid the rate of rise aid fall of the surface of the basin ( ^ j is given by 
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Given the form of the tidal curve and the value of A 4- the solution of this 
equation gives the value of A, or the level in the basin at any instant. The 
curve of levels in the basin is a cyclical curve, having the same period as that 
of the tjdal lev^el, but ^th a smaller amplitude and a different phase. The 
amplitude and lag depend ^n the ratio A : d. When this ratio is large, the 
fluctuation of Ipel in the basin is small, and though the working head is large 
the power developed is small. When the ratio is smgill, the fluctuation of level 
in the basin is large, but the working head is small and the povVer developed 
is small. The maximum output is obtained with some definite vahic of the 
ratio, which can only be determined by invostigation of each^jparticular case. 

To construct the curve of basin levels, a value of A 4- ^ and a ^starting- 
()oint on the line of mean tidal height are assumed. Sketching in a probable 
curve of basin levels, the m^an difference of level over a period of, siy, i hr. 
from the starting-point is scaled off, and the me?n rate of rise in the basin 
enuring this period,' and therefore the height at the end of the period, is cal- 
culated. If this does not agi^e with the corresponding height on the? assumed 
curve, a second trial is to be made, until the two points coindde. Continuing 
now from thi^ point, a second period of i hr. is taken, and so on until the 
complete cycle has been coyered. If the starting-point has been cc^rectly 
chosen, the two curves will intersect at similar points on successive cycles. 
If they do not, another starting-point must be chosen, *and the, process re- 
peated. A little practice enables the construction to be carried out 'fairly 
rapidly^ It should be noted, as assisting in the work, that the two curves 
always cro§s at a point on the crest of the basin curve, since here the working 
head is zero, and the rate of rise or fall in the basin is consequently also zero. 

Asj inves'tigation of the case in questiofl shows that maxinlum output 
is obtained when A,4- » is approximately i6,ooo at spring tides } and 30,000 
at neap tides. ^ fairly large variation on either side of the best value does 
not, however, affe,ct‘the output greatly, and since an increase in the ratio 
m^ans a higher^ working head, and hence smaller turbines for a given output,, 
it is advisable to make the 'ratio somewhat greater than that corresponding to 
maximum output. c 

The basin curves have been drawn for spring tides, for A — = 16,000 

and 12,000, and fqt neapt thdes for A -4 = 16,000, 20,000, 25,000, and 

30,000, and are shcjwn in fig?.* f2 and* 13. Thd output in horse-power hours 
may readily be oblg^ned frorh these diagrams, since the volume of water 
entering or leaving the basimin any pq/'iod of, say, i hr. is given by the differ- 
ence of level in the basin ^ fhe beginning aftd end of the period, while the 
head under*whi^h tfiis •volume is utilized is given by the mean intercept 
between thq tidal curve and the basin curve. ' 

•The .essential figures fof the case iA question are as follows: 

Tide: FaUing Tide (A 4- a *=♦ 16,000). 

• * Period of t)peration, 6*5 hr. 

•Maxiipum head , =12-3 ft. 

Mean hea^ on time base = 87 ft. 

Out|:sLit . ^ = 195,000 h.p. hours. 
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If the period during which the head is less than 4 ft. be neglected, these 
figures become: 

Period of operation =5*3 hr. 

Maximum head —^^12-3 ft. 

Mean head = 9-6 ft. 

Output ^ — i8i,oqp h.p. hours. . 

Rising Tide , — Neglectmg the period during which thffe he^d is less than 
4 ft., the period ''of operation = 4-9 hr.; the maximurrf head = 19-0 ft.; 
the mean head = Pj-i ft.; and thfe output = 252P00 h.p. hours. . * 

Neap Tide, A~ a ^*30,000 (fig. 13). — ^ince the curves for the risitjg 
apd falling tides are similar at neap tides, the working period and oufput are 
the same for both tides. Neglecting the period during which the bead is 



less (than ^ ft., the "period of operation becomes 3*4 hours; the maximum 
head, 6-o ft.; the mean head, 4-9 ft.; and the output during each of the tides 
23,500 h.p: hours. 

ConG^bining these, results for spring and neap tides gives: k = -47; 
q = *68 (p. 292), and, with the usual allowance for losses in st(?rage, a con- 
tinuous 24-hour output of 12,400 b^i-p. 

For comparison the essential results of the foregoing investigation are 
tabulated on p. 305, ^ 

9. Advantages and Disadvant£fges Different Schemes.— The 
scheme involying opeiutipn on a falling tide only;: has the disadvantage that 
the output is onl/ about two-thirds of the output (theoretically possible with 
douj;)le-way operation. On the other hund, the output per unit of turbine 
capacity is sei^ibly the same^ while it eKa^es a much more efficient type of 
turbii^e ‘betting to be used ^p. 306), and enables the number of sluice-gates 
to be halved. It has the further advantage, where applied to a navigable 
river, that the dfepth of water in the basin never falls below mean-tide level 
or thereabouts, so that navigation above the basin is improved. 'The scheme 
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is essentially more simple than any one involving double- way operation, 
and the balance of advantages would appear to be heavily in its favour. 

Double- way operation under natural head has the disadvantage that the 
variation in working he§d is normally very^ great, while if the conditions be 
modified so as to reduce ^his variation, the power developed falls off seriously. 

10 , General Arrangement of Turbines^~In view of the large 
number of turbines necessary, and of the great volume of water to be handled^ 
the only feasible ^rrang^jUient, in a large installation, consists of a'^long dam, 
which may require to be curved, or to-be rCarried diagonally across the estuary 
in order to provide sufficient room for the turbines and sufficient waterway for 
the necessary sluices. A' simple typa of setting which has been suggested 
is shown in fig. 14, and a second type, intended to reduce the necessary 
length of dam and the number of yluices by installing the turbines in a double 



.Fig.' 1 5 — Selling ior Double Bank of Turbines 


bank, is shown in fig. 15. Owing to the fact that the modern, low-head 
high-speed turbine has of necessity a high velocity of flow through its runner, 
often amounting to as much as *75^ zgh^ it is necessary, for high efficiency, 
to form the discharge passages with easy curves and gradually increasing 
sections, “^so as to reduce the loss of energy at discharge to a minimum, and 
so as to reduce the velocity of ultimate discharge to something in the neigh- 
bourhood of 4 f.s. »For example, wiih a mean Working head of 13 ft. (4 m.) 
the velocity of discharge from the runner, trking this to be only 
would be equivalent to a head pf 2*5 ft.', and the maximum possible over-all 
efficiency of ;the turbine, asstfining a hydraulic efficiency of 85 per cent in 
the turbine itself, Would only be 



if the whole of this discharge ener^ ^ere fejected, as would be the case witbb 
either of the settiftgs illultratfcd. With double-banked turbines, the difficul^l 
of obtaining a sufficient^ waterway area in the face of the dam, *10 enkure wtel 
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such velocities as these^ is almost insuperable, and would Bppe$t definitely 
to preclude this type of setting, 

The only really e&ient type is indicated in fig. i6. Adopting tois, a 
turbine gapable'vf devewjping 3000 b.h.p. upder a head of 13 ft. would require 
a spacing of about 52 ft., giving an output, und^r this head, of approximately 
60 b.h.p. per foot run of th^ dam. With smaller turbines the 1 )utput per 
foot run of dam would be smaller, amounting to about 50 b.h.p. per foot 
run for turbines rof 2000’b.h.p. capacity. ^ ' 

Thus in schemf 1 (b) (p. 305)^ seventeen turbines, each of aooQ-b^h.p. 
capacity, would be req\ured, and these wou\d require a damtat least fi8o ft. 
long. ^ ‘o'** 

^ 11 . Owing to the relatively large variations in working head in any 

simple scheme, the question of the most suitable type of generating machinery 
is one of some difficulty. 

Under the extreme variations of head occurring in any such scheme, 
the efficiency of any constant-speed turbine falls off somewhat rapidly, espe- 
cially at the lower heads, although recent developments of such turbines 
have shown results which would have appeared impossible only a few years 
ago. Turbines are now available which are capable of operating under a 
variation of head equal to 50 per cent on each side of the mean. With effi- 
ciencies which do not fall appreciably below 70 per cent over this range, so 
that this method of operation is quite feasible. It is understood that one 
well-ki\own firm is prepared to construct variable-speed turbines coupled to 
constant-speed alternators, and if this can be done without undue mechanifial 
complication and cost, it will probably prove the best solution. 

Ai?other "possibility consists in coupling ^the primary turbines to alter- 
nators at a fairly low frequency, and to transmit all the power;, through a 
comparatively short transmission line, to motor- driven centrifugal pumps 
coupled <to synchronous motors. In order to avoid the cost and compli- 
catfon oV^’trans'ibrmers, the limit of voltage might be that fof which the 
machines can be conveniently wound, i.e. about 10,000 volts. Under these 
conditions the speed of the primary turbines yould be allowed to vary with 
the working head,^ and the speed of the pumps would vary in the same ratio. 
In this case multi-sjage pupips would be necessary, with provision for adjust- 
ing the number of stages in use cccording to the^peed of the primary turbines. 
This method, invoW^g the storage of all the output of the primary turbines, 
however, inVolves a relatively low overall Efficiency. 

The difficulties of spee^^ariation W electrical regulation could largely 
be overcomt by ^e liseof direct-current generafors, which would enable the 
turbines W be operated always at the speed corresponding to the available 
head, and under condition^ of high h^^draulic efficiency, and in view of the* 
possibilities of the Tkury scheme of h^lvpressure direct-current ^efieration 
and n/ansmission, this method must be considered as offering a possible 
solution. ^ . 

Another possibility consists in coupling the primary turbines directly 
to centrifugal pump% discharging into the storage reservott, duough oiie or 
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more conduits or pipe lines. The practical feasibility of this depends largely 
on the topographical features of the site. Where the storage reservoir is 
not in very close proximity to the dam, and where the head is large, the 
cost of the necessary conduits '^ould in general be excessive. Moreover, 
the difficulty of arranging thp design of the dam so is to include these would 
be great. It is probable ^indeed, that this letter factor would jA'eclude the 
tee of this otherwise simple method in any installation ha\^ing a long dam 
and a large number of primary turbines, though it fryght oJTer the best solu- 
tion, in a small installation., ' ^ ( 

R)r any giren scheme it is ^essential to give full ^consideration to all the 
p8ssibl^ meclianical and electrical expedients fof^ developing the power, 
and to compare these from the view of simplicity, over-all efficiency, first 
cost, Ad costs of operation and maintena^^ce. ' 
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— summation curves. 4, 

Flumes, concrete, i, 116. 

— steel, if 115- 
wood. U t t5- 

Flywheel meet, i, 187; ii, 14. 
Forebays, i, 102. 

Forests, effect on run-off, 1, 11 
Foundations for anchorages, i, 125. 
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Foundations for power houses, i, 
207, 210, 222. 

Four-leg arrester, ii, 192. 

Francis formula, 1, 69. 

Frazil ice, 1, «05. 

Frequency of synchronous gone| 
rators, u, 2. % 

Friction loss m pipe lines, 1,51. 
Fuel-operated stations, n, 259. 

— power plants, 1, 41. 

Fully mstallationjti, 123, 170, 184. 


Ganguillct and Kutter, i, 51, 58. 
Gas-engine stations, 11, 263. < 

Gates, cylinder, 1, I34- 

— head, 1, 109 ^ 

— remster, 1, 134. 

— roller, 1, 101. 

— ^tor, 1, 99. 

— sluice, 1, 101. 

— Stoney, 1, 101. 

— Tainter, 1, 99. 

— tilting, 1, S3- 

— wicket, 1, 134. 

Gauges, hook, 1, 32^ • 

— lyeight. i,,32 
Gauging stapons, i, 31. 

Generator desk, u, 203. 

— panels, 11, 202 
Generators, types, 11, i. 

— direct-current (Thury), 11. 247- 
Generator voluge, 11, 4 
Generating stations — automauc, 11 

244. 

Gould’s funcpon, 1, y(i. 

Governing, essentials for successful 

— - of Peltorf wheels, 1, 172, 184- 

reaction turbines, 1, 183. 

Governors, action ol, 1, 180. 

— gate connections, 1, 187. 
Gradient, hyitraulic, 1, 54* 

Gravity dams, 1, 83. 

Ground storage, i, 14. 

Guide vanes, 1. 136. ^ 


' H 

Hammer, water-, i, 57- 
Harmonics, 11, 23 
Head and power in turbine, i, 15*.^ 

— effective, iJkSL « « * 

— gat<^, i, no. « 

— velocity, 1, 48. 

— works, 1, 03. 

Heating losses. «, 31, 43. 

— of racks, i, 105 

surge tank, 1, i^7. 

High-spew Gunners, 1, 138. . 

High voltage arrangements, li, 219 

direct-current, n, 247* % 

Hopkinson test, 11, 41 
Hydraulic gradient, 1, 54 . . 

— mean depth or radius, i, 5P. 
Hydraulics, chapter on, 1, 48. • 4 

— of Pelton wheel, *, 170. 

reaction turbine, 1, 150. • 

Hydrographs, 1, 21, 38. 

Hysteresis loss, 11, 33. 


Ice conditions, i, 105. , 

• — covered streams, gauging 01, 

30. • • 

— dangers. L 94. io5- 

— trouolA On switches, ii, 229- 
Impulse turbmes, i, i3i»j67. 
Incrustation m pipe lines; 1, 53. 
Induction motor speeds .♦ii, 3- 
Industrial load factor, 11, 265. 

Inertia of rotating paru, 1, 187. 
Inherent regulation of altei natoi^ 11 

II, 


Installation of transformers, li, 104, 
In^ulat^ neutral, 11, 25, 136. 
Inukes, 1, 101 

Investigation of schemes, i, 224. 

J 

« 

* Johnson, R D., 1, 191, i<)2. • 
Joint,, expansion for dam, 1, 90. * 
pipes, 1, 126 

— lor Ivelded and nveted pipes, i, 

[,Jonval turbu^, 1, 131 

, K . 

Rinetic energy of rotating girts, 11, 

• 15 

KinJochleven msUIation, u, 270. 
Kuiter's formula, 1, 51, 58. 


Laminated conductors, 11, 69 

— poles, 11, 74 
Lay out ol switchboards, n, 197. 

stations, 1, 204, 11, 230. 

«— typical, 11, 233. 

Leakage currents, n, 134. 

— reactance, 11, 8 
Lightning arresters, 11, 182. 

gap settings, 11, 1H8. 

horn gap, II. 185 

non-arcing, n, 189. 

— flash characreri.stics, 11, 182. 
Limiting cost of hvdro-electnc 

schemes, 11, 264, 2W) 

Load curves 1. 44 

— factor, 1. 47, 252, 265. 

Ixig runs, 1. 102 

L 0 I 0 .SS steel, 11, 33- 
Lombard rebel valve, i, 127. 

Losses at bends, i, 50. 

enlargements, 1, 49. 

I — — valves, 1 . 50 

— heating, n, 45 

— in transformer, n, 91. t 

— mechanical in alternator, ii, 31. 

— on load. 11, 38. 

— open circuit, n, 33. 

-* short circuit, 11, 35. 

— stand by, n, 267 

— ventilation, u, 32. 

Magnetization curve, ii, 5. 

Magnet wheels, 11, 70 t 

Maps, rainfall, 1, 7 
Market for electrical power, J, 4. 
Masonj7 dams, 1, 86. 

M^s oirves, 1, 35 
' * ’ ^ cubicles, ii, 207. 


Matends for cuoieien, u, .*«/. 
Measurerflent of open circuit lotses, 
n. 35, 

temperature, 11, 46. 

Mechanical losses 11, Ji. • 

Mergi Pnee prote<jio« system, n. 

*24 , ^ » 

MeWt. current, 1, 22f • 

iModcl tests on turbines, i, 152. • 

PMovable crest dams, 1, 95. 

Multiple arch dams, 1, 93* • 

• n; 

I , « 

Nagler, i, 138- . , 

Niatral earth selector switches, n, 
139, • * 

— insulatioiLof, n, 25, 136. 

Englana Power Co., 11, 233- 
Neeaxo installation, 11, 270* 

Niagara Falls, 1, 143- 

g cost of power, 11, 251. 

generator, i4,*7t-. 


Nozzles, deflecting, i, 173. 
flow from, 1, 5b. 

o 

Oil circuit breakers, ii, 119, 162. 
for switches, 11, 171. 

— transformers, 11, 109. . 

pumps, 1, 180. 
selector switches, 11, 113 

— switcll contacts, 11, 165 

— switches, selection of, li, I74- 
Olten-Cijsgen. 1, 212; 11, 234. 

Open channels, flow in, 1, 58, 64. 

— circuil curve, 11, 5. 

losses, 11, 33. 35- » , , 

— — tests, n, 7. - 

Operation, corfbincd, of 8t«m and 

hvd»>-electris plants, 11, 267. ^ 
Operating costs, 11, 25^;. 

Oscillograph records, 11, 175- 
Outdoor switch gears, 11, 224. 

Outlet for hydro-electric power, 1, 4. 
Outward flow turbins, 1, i?i. 
Over-voltage relay, u, 126 


Parallel working of altenfators, 11, 19^ 

transformers, 11, 96. 

Pearce - V\e#unghouse protectior 
system, 11. 125. 

Pelton wheels, •arrangement of, 1, 
167, 220 

■ — bdekets, i, 168. 

— efficiency, 1, I33 « ^ 

governing, 1, 172. 

hydraulics of, 1, 170. 

ndlizles, 1, 167, 173. 

spetd of, 1, 17* , 

Penstocks. See Pipe lines ^ 
Phases, number of, 11, 2, 3 
Pinawa development, 11, 278 
Pine Falls development, 11. 269. • 
Pipe flow, hydraulics ot, 1, 50. 

— lines, anchorages, 1, 125. 

bends, 1, 50 

cast-iron, 1, 120. 

coatings, I, 129. 

— — concrete, 1, 120. 

— - — economic diameter, 1, 56, 118, 
205. 

expansion joints, 1, 126. 

friction loss 1, 51. 

gradient, 1, 54. 

incrustation, 1^53 

interconnecting, 1 

number, 1, 205 

nveted, 1, 120 

steel, 1, 120. 

welded, 1, 122 

wooden, 1, 118. 

Pole construction^ii, 73- 

— shoes, 11, 75. 

Polyphase systems, li, 4. 

— windings, 11, O7. 

Pondage, 1, 34- 

Pot type switches, 11, 213. 

Primary power, 11, 251. 

Protective systems, ii, iii, 121. 

leakage current, 11, 134 

Merg-Price, 11, 122. 

Pcarce-Westinghouse, 11. 125. 

use of reactances, 11, 139. 

Power auxiliary, 11, 251. 

— cost of, 1, 5. 

— market for, 1, 4. 

— station l%v-out, i, 204. 

— world’s available, i, 2 ^ 
Pressure regulators, i, 184. 
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Racks, i, 102. 

Rainfall, chapter on, i, 6. 
Rifin gaugi^i, 10. 

Range of tioM, ii, 284. 
Rating curvet, i, 30- 
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Reactance, ii, ga. 

— inherent of alternators, ii, 176. 
Reactances, use of, 11, 139. 

— types of, u, 145. 

Reaction and impulse turbines, com- 
parison, 1, 132. 

— turbines, armature, ii, 8. 

arrangement of, 1, 206. 

beanngs, 1, 143. 

’characteristic curves, 1, IS4« 

efficiency of, i, 133, 151, 153* 

Foumeyron, 1, 131.* d 

fc- Francis, i, 131. 

■ gates, 1, 134. ^ • 

governing, 1, 1S3. 

guide vanra, 1, 136. • 

— — nigh-^peed, i, 138 

a hydraulics of, 1, 150. • 

^nval, 1, 131a 

runners, 1, i;^ ^ 

— • — specific speem, 1, 158. , 

suspension bearings, i, 145, 

vertical shaft, i, 207 

Regulation, inherent of alternator, 11, 
10. • 

— of stream flow, i, 41. 

— of transformers, 11, 95. 

— resultant ol voltage, 11, 18. ^ 

Regulators, automatic voltage u, 

151 

Relay panids, 11, 206 

— over-voltage, 11, i?fi. 

Relays, hydraulic, 1, 180. 

Relief valves, 1, 127, 1*4, 

Reports, water-powe;^ 1, 224. 
Repulsion forces — ¥)n conductors, 11, 

215 , 

^ Reserwirs See Storage j 

’ Reverft ^ower relay, 11, 122. 

Ring bus-bar system, 11, 114, 131 j 
Ripples, slot, 11, 28. 0 

— spacing, 11,^8 

Run*^way speeds of turbfeies, i, 175 j 
%in-ofT 1, 6. I 
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Secondary piower, u, 251. 

Seepage, 1,114 
Selection of turbines, 1, 17O 
Self-balancing generator protector, 
11 , 123; 124 

Series tnp relay, 11, 136 
Shawinigan station, it, 230 
Shipping limitations, 1, 129, 206, 
Short circuits, sudden, 11, 8 
Slot ripples, 11, 28, 

Sluice gates, i,*ioi. 

Spacing ripples n, 28. 

Specific speed of Pelton wheels 1, 

reaction turbines, i, is8 

Speed regulation, 1, 172, 178 203 
Speeds, induction motor, 11, 3. 
Spillways, i, 89 * 

Split conductor feeder protection, ii 
135- 

Stand-by services, 11, 207 
Standpipes, 1, 188 
Station lay-outs, li, 230 
Stations, arrangement of, i, 204 
Stator copper loss, ii, 39 

— core cfcaijifn, 11, 64. 

— current, 11, 4. 

— frame design, ii, 6s. 

— slots, 11, 29. 


Stator windings, u, 66. 

Steam auxiliary stations, i, 41. 

— plant, n, 259 

— reserve stations, i, 42. 

Stevenson station, n, 238. 

Stoney gates, 1, loi. 

Storage calculations, i, 38. 

— of water, 1, 34. 

Stream flow, 1, 20., I 

—J —economical developmen^of, i 

hydrographs, 1, 21, 38^ 

mass curves, i, 35. 

mc.isurement c*. 1, 20. 

regulation, 1, 41? 

variations, 1,21. 

Surge tanks, i, 170, 188. 

-• calculaoons? \ 

closed,* 1, 196 

-differential, i, 197. * 

Suspension beanngs, 1, 145. 7 

Switch explosions? 11, 164. 

Switches, double break, u, 160J 

— oil, 11, 162 

— oil selcctoi, 11, 1 14. .•> 

— pot, 11, 170, 213. ^ 

Suitchgear, 11, 158. 

— connections, n, in. 

— high tension, 11. 219. 

— lav-out, n. 197 

— out door, n, 224 
Synchronizing bus-bar, ii, 
Symchronoscope, 11, 200. 


'I’.iil races, i. 130, 222. • 

'1 .'intei gates. 1, 99 
Temperature and evaponlicn, i, I2 

— detectors, n, 46 

— guarantees, 11, 54 

— limits ol, 11, 52. 218 

— measurement ot, 11, 46, 49. 

— rise in iranstormers, u, 91, 103. 
Thur> system, 11, 247 

'I'ldal power, 1. 3, n. 284. 

— — schemes, 11, 2H7 

compared. 11, 304^ 

^turbines, 11, 308 

Timner dams, 1, 83 
Tirrill regulator, 11, 157. 

Transfer bus, ii, 1 18 
Transformers, choice of t' pe, 11,4)7 

— coil arrangements, 11. 8', 

— construction ot, 11, 80, 88, 

— cooling systems, 11, 85 

— connections, 11, 95. 

— drying out, 11, 10s 

— efficienc), II, 93. 102. 

— erection, 11, 105 

— installation, 11, 104, io8. 

; — Aiy-out, 11, 232 

— Tosses, n, 93, 102. 

— parallel operation, u, 96. 

— regulation, 11. 9 s , 

— temperature rise, 11, 01, 103.* 

— testing ot, 11, 101, lol^ , 

Ti«msmission costs" 11. 28b. , 
Trash racks, i, 102 > 

Triangular weirs. 1, 71. 

Tunndls I, 

Turbines, i? 1 3i ^ 

— arrangement of , i, 204 j 

— bilancing^nd thrust, i, j 
•— beatings, 1, 143 


Turbines, buckets, i, 168. 

— characteristic curves, 1, 154. 

— corrosion, 1, 138. 

— diameter nominal, i, i66. 

— efficiency of, 1, 133* 
fly-wheel effect, 1, 187, 
gates, IJLI34- 

— governing, 1, 172, 183. 

— impulse, 1, 131, 167. 

— mechanical details, 1, 134. 

— nozzles, 1, 1671173. 

— number of units, 1, 177, 205. 

— reactior,^ 1, 13 1, 134 

— runners, 1, 138, 

— selection of type, i, 176 
SspeciSc speeas, 1, 158, 172 

— volutes, 1, 136, 212 

Turbine settings for tidal power. 11, 
30-1. 307. 

/I'ypical station lay-outs. 11, 233. 


u 

Unbalanced load, ii, 38. 


. V 

Valves, air, i, 127- 

— relief, 1, 127, 184, 

— sluice, 1, 1 13 

\ati3tion or frequency, 1, it. 
Velocity ot flow in canals, 1,61 

cross yction ot stream, 1 63. 

- — pipe lines, 1, 54 
\ cntilation ot alternators, 11, 40. 

— losses, 11, 32. 

— systems, 11, 43, 231. 

\ ermeulc, 1,13,16. 

\’oltage, arrangements for high, 11, 

219 

I - choice, 11, 4 

— - regulation of, 11, 18. 

— regulators automaijjp, 11, 151. 
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V. .Iter, energy of, 1, 48. ^ 

hammer, 1, 57 

• — ^ower, cost of development, 1, 5. 

— — reports, i, 224 

— properties of, i, 229. 

Wateree Itation, 11, 236 

^ Water-wheel generators, 11, l. 

•tyvy, n, 2 e- -J» 

Watt^ss current, 11, 20. 

test, 11, 40 

Wave forms, 11, 22. 

Weirs, broad-cresttfd, 1, 72. 

- — Cippoletti, 1, 71 

— precaution, 1, 74- 
— Ac^ingular, 1, 69. • 

— triangular, 1, 71 
W&et gales, 1, 134 

Windings, concentric, ii, 66, 67, 70. 

— d.imping, 11, 78. 

— diamond, 11, 68. 

-It l?bld, 11, 76 

~ poh-phase, a, 67. 

— » stator, 11, 66 

— transformer, 11, 80 
Woml-stave pipe, i, 118. 

. Vjurtz arrester^ li, IQO 
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Physical and General Cherhistfy. By R. M. Cqvati, D.Sc.(Lond.), F.I.C. 
Second Edition, revised and ^largt^ I 25 . jet. 

AN INTRODUCTION TO ANALYTICAL CHElftlSTRy. % G. G. Hen- 
, derson, D.Sc., LL.D., F.ft.S., F.I.C., Professor of Chemistry in^he University 
o| Qlasgov^, aa^Wlf. A. Parhr, B.Sc., PM.C., RC.l.C., Professor of Chentistry 
in thj University of Manitoba, ^yiiihipeg. 55. jet. ^ 

PRACTICAL ORGANIC CHEM4STRY. For* Students of Pharmacy and 
Medicine. By^. Vance Hopper, Ph.D., •A.R.C.^i.Lf F.I.C,* and WHUam M, 
Gumming, D.SJc., F.LC., Lecturers on Organic Chemistry, The Royal Tech- 
nical College, Glasgow. 4^. net. 



Mathematics 

THE ABSOLUTE DIFFERENTIAL. CALCULUS. (Calculus of Tensors.) 

By Tullio Levj~Civi 1 a, Professor of Rational Mechanics in the University of 
Rome^ Fellow of the R. ^ccademia Nazion^e dei Lincei. Edited by Dr. JUnrico' 
Persico. Authorized translation by Miss M. Lbng, Late Scholar of Girton Col- 
lege, Carfibridge. 215. net. i. *, j 

THE CALCULUS OF OBSERyATIONS. A Treatise pn Numeric/ 
Mathematics. » Bytii V. Wh^t^aker, Sc.D., F.R.S., Professor of Mathematics 
in the University of Edinburgh, and Rohityson, M.A., B.Sc., Ldcturfr in 

Mathematics in the V'n^’versit); of Udinbu^gh. Second Edition. / 8 .?. net, ' 

This book covers coin])lc^fl\ the course of stuclx presenbeej *tor Lo^idon Universiiy 
B.Sc. Honours in Matlieuialics, Part Tl, llire Mathematics, Section 5. * 

PLANE GEOMETRY. An^Xccount ol the more Elementary Properties* of the 
Conic Sections, treated by the *\Iethods of Pure and CJo-ordinate Geometr}’. 
By L. B. Benm\ M..\.(Cantab.), B.'\.(Lond.), F.R.A.S., sometime Mathema- 
tical Scholar of Christ College, Cambridge; Principal of Leigh Technical 
Vichoof, Lancs. With portraits of celebrated mathematicians. With Answers, 
10^. ()d. net. , 

The book covers completeh tl»e syllabus in (k*om<'try for the Pa'js li.A. and B.Sc. 
(Section I")) Lyiinination ol the I'nixeisitv ol London. 

PLANE TRIGONOMETRV.' By Paul R. Rider, Bh.l).,‘ Associate Processor 
of Mathematics, Washington University, Saint Louis, Missouri, and Alfred 
Davis', M.A,, Head Assistant, Department of Mathematics, f^pld^u High School, 
Saint Louis, Missouri ^ With portraits of mathematicians. With or wifhoht 
Answers. ()s. net <- 

Cove/s all the plane ti i<^^ononietr\ re(]uired in n.itiiral and applied science and in the 
undergraduate jiass ( o 11 sfs m inatln'inatu s in British Pnivei sities. • 

APPLIED UAi/cULUS. B\ F F. P. Bnacrc, O.l^.Fr;, M.A., B.Sc., A.M.Inst.C.E. 
WitD' portraits of celebrated mathematicians and physicists. With Answers. 
7^. ()d. net. « * 

“If the study ol matheinalu can he made inteiesting to students who are not^orn 
wi^h yen' marked^mathematical inehnalicns, then sorely Mr. Bisacre has made it so. . . . 
The sub^cVniatb‘Vi» uniformlv excellent. . . .\ltogether a very admirahje book." 

, , —Education. 

A GENERAL TEXTBOOK OF ELEMENTARY ALGEBRA. By E. M. 

Chapman, M.A.(Cantab.), D.Sc.(la)nd.), Headnfaster, Ernest Bailey Secondary’ 
SchooK, MatlTck. ()d. net. i 

A work covering syllabys ^n Algebra for the Final B.Sc. Examination, London 
University. luiibodies the most rju^de’iipdeas on the teaching of the subject." 

THE GEOMETRY tlF THE SCREW PROPELLER. By V^lliamJ. Goudie, 
D.Sc., M.I.Mech.E., f'rofessuf of Theory lyid Practice of Heat Engines, Glasgow 
University. 2^. 6 d. net.' ^ ^ ^ 

A HANDY •book 0 ^ d^OGARITHMS. With Practical Geometrical Ap- 
pendix. 3?. 6 d. ftet. * 
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• Complete last of Scie^lifif and Technical Books on application 
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